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CHAPTEE I. 

WATER SUPPLIES. 

Pure water is sought for in the arts and manu- 
factures, that is to say, water not only clear and free 
from matter in suspension, but also as devoid as 
possible of dissolved impurities. In both respects 
distilled water would be the ideal water for manu- 
facturers. And in fact, where, by the condensation of 
steam after use, distilled water is produced, it is 
frequently collected for employment in the works. 
Especially is this the case where the buildings are 
artificially heated by steam, but in almost every case 
there must be a considerable loss by leakage, so that 
the condensed steam, if in itself suitable, is not 
sufficient in quantity to supply the boilers. 

Bain water stands next in purity, but the area from 
which it can be conveniently collected is so restricted 
in all cases that its extensive use is not possible. It 
can generally only be collected from the factory roofs, 
and as these are always covered with soot, dust and 
similar impurities, the rain water becomes contaminated, 
and sometimes even slightly acid. Eain water from 

B 
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roofs in manufacturing towns is, during at least the 
first portion of a long continued downfall, very hard, 
sometimes as hard as 25 or 30 degrees, but after a time 
this sinks to about 3 degrees. The meaning of degrees 
of hardness is explained later on. 

Rain water and distilled water being unavailable, 
manufacturers have to depend either upon the town 
supply or upon the water they can draw from springs, 
wells or streams. Such waters are generally what is 
called hard. 

Hard water contains in solution the bicarbonates, 
sulphates, chlorides or nitrates of lime and magnesia. 
The bicarbonate of iron, alumina and silica are also 
generally present in natural waters, but seldom in such 
proportion as to be of practical importance, rarely, in fact, 
amounting together to more than one grain per gallon. 

Hardness is frequently described as being of two 
kinds, temporary and permanent. The temporary 
hardness is that due to the bicarbonates of lime and 
magnesia, and is so called because 'prolonged boiling 
will, by driving off part of the combined carbonic acid, 
cause the precipitation of the greater portion of the 
above impurities, leaving the water proportionately 
softer. The permanent hardness is due to the sul- 
phates, chlorides and nitrates of lime aud magnesia, 
and is not diminished by boiling at atmospheric 
pressure. But this distinction between temporary 
and permanent hardness fails altogether as soon as 
the water enters a boiler, for at the very high tem- 
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perature of a boiler under steam pressure, the sulphate 
of lime becomes insoluble, and the chloride of mag- 
nesium, inert while cold, becomes actively corrosive. 

Temporary hardness can be removed by means of 
lime, generally but not always to the same extent as by 
boiling, and much more cheaply. Boiling costs not less 
than Is. per thousand gallons, while lime will soften 
the same quantity for less than \d. 

The impurities of water are of course not limited 
to the substances in solution. Very often water holds 
in suspension mineral and organic matters which give 
much trouble and are difl&cult to get rid of. But such 
visible impurities are less injurious than those in solu- 
tion, and consequently invisible and apt to be neglected. 
It is a mistake to judge a water by its appearance 
alone. It must not be concluded that a water is 
suitable for use simply because it is clear and perfectly 
colourless. Clear bright water is frequently obtained 
at considerable expense, which gives all sorts of trouble 
in use, while a dirty looking stream close by might have 
yielded a water better suited to the purposes of the user. 

Many manufacturers use the water supplied by the 
water companies, in spite of high prices, their belief 
generally being that it must be the best procurable. 
And for drinking it almost always is the best, for when 
the sources of town supplies are chosen, the chief object 
kept in view is that it shall be drinkable and free from 
organic taint. But for manufacturers it is frequently 
much inferior in usefulness to the surface streams and 

B 2 
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wells at their command ; whfle the difference in cost is 
generally so great that even if the local stream or well 
be originally much inferior in quality to the town 
supply, the cost of pumping, softening and purifying it 
will amount to only a fraction of the price of town's 
water. Yet it is quite common to see even large works 
supplied with costly water, whUe a serviceable stream 
runs past the very walls. 

Yet hard water is always really dear. If there are 
two supplies, one very soft costing Is. per thousand 
gallons, the other very hard costing \d. per thousand 
gallons, the first is really the cheaper in use. But if 
the hard water can be softened, the positions are at 
once reversed. 

The price of town water to manufacturers varies 
from 4rf. to Is. ^d, per thousand gallons, and it is almost 
always the case that the 4rf. water is very soft, whUe the 
Is. 6c?. water is very hard. The soft water is almost 
invariably surface water, collected from the hills or 
downs and received into natural lakes or artificial 
reservoirs. Such water, if it comes from moorlands, is 
frequently peaty and occasionally even slightly acid, 
but is never hard, as it has never penetrated into the 
ground and so dissolved any of the Ume or magnesia 
salts lying below the surface. Such carbonate hardness 
as it does contain is generally due to small springs 
which mix their waters with the surface flow. Among 
the towns with surface or gravitation water supplies 
may be named Manchester, Liverpool, Edinburgh, 
Glasgow, Bradford, Leeds, Oldham, Preston, Barnsley, 
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Belfast, and most of the large towns in Scotland, 
Yorkshire and Lancashire. 

The price of these soft waters in large quantities 
averages \d. per thousand gallons, and their hardness 
averages 4 degrees. This is simply a coincidence, but 
is a curious one, and becomes more noticeable still when 
compared with harder supplies. 

The hard water supplies are drawn from wells or 
from springs, and the water has in all cases first 
penetrated the layers of mineral deposits, and has dis- 
solved away part of them. Water varies in hardness 
and in the nature of its hardness according to the 
strata from which it is drawn. The hardest well waters 
come from a combination of gypsum and magnesian 
limestone ; such wells are very frequent round Birming- 
ham and Bradford, but are not used for the town 
supplies. Brine wells are of course harder still, but 
scarcely come under the head of natural waters, and the 
same is the case with shallow wells near estuaries, as on 
the banks of the Thames ; such wells contain a mixture of 
sea water and land water, and are seldom fit for use at alL 

The springs and wells in the chalk give water 
which is almost invariably excellent dietetically, but 
consistently hard to the extent of about 20 grains of car- 
bonate of lime to every gallon. This hardness is chiefly 
of the kind we have referred to as temporary, and can be 
easily and cheaply removed by means of the lime process 
of softening, which is explained in another chapter. 

The Kent Water Company, which supplies the 
south-eastern portion of London, draws its water entirely 
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from wells sunk in the chalk, and the water is of the 
nature just described. Croydon, Dover, Hull, Brighton, 
Bath and Hastings are all supplied with chalk water of 
undoubted wholesomeness but of considerable hardness. 

London is chiefly supplied from rivers, the water 
being drawn sufficiently high up to be practically free 
from pollution. The New Eiver Company bring spring 
water from near Hertford, and supplement it not only 
with well water from numerous pumping stations, but 
also with water drawn from the Eiver Lea. The East 
London Company draw chiefly from the Eiver Lea, 
9 miles above its junction with the Thames, and sup- 
plement this from wells. The Southwark and Vauxhall 
Company, the Lambeth Company, the West Middlesex: 
Company, the Grand Junction Company and the 
Chelsea Company all draw their chief supply from the 
Thames at a point or points nearly 25 miles above 
London Bridge, and quite free from tidal influence, but 
they supplement this largely from weUs at various places. 

River water is largely derived from springs, and is 
therefore harder than mere surface water, but softer 
than spring or well water. The cost of town water 
varies really with the nature of the source, but it 
seems to rise with the hardness. As mentioned before, 
gravitation water averages 4 degrees of hardness, and 
costs Aid, per thousand gallons. Eiver waters average 
13 degrees of hardness, and ^d, per thousand gallons. 
Well waters average 20 degrees of hardness, and Is. per 
thousand gallons. In effect the price is one halfpenny 
higher for each additional degree of hardness. The 
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cause is, of course, that the soft water is more easily 
and cheaply obtained than the hard water, which can 
only be reached by expensive borings, machinery and 
artificial reservoirs. 

It is impossible not to be struck with the fact that, 
with the noticeable exception of London, the greatest 
manufacturing centres of Great Britain are those 
supplied with soft water. Their growth is no doubt 
chiefly due to the neighbourhood of cheap coal, but the 
influence of soft water is manifest in such cases as 
Bradford and Manchester, whose water is among the 
softest in England, and which are devoted to the woollen 
and cotton trades. If, for example, Bradford were only 
supplied with hard water, its wool-washing industry 
would receive an immediate and heavy blow which 
would materially affect the whole of the local trade. 

The lowest price charged anywhere for town's 
water is far in excess of 'the cost of pumping, and where 
a large quantity of water is used, it wUl pay the users to 
sink a well and pump their own water. If there is a 
stream or spring close at hand the cost of well sinking 
may be avoided. The saving in large establishments 
often amounts to over lOOOZ. a year. But if the 
pumped water is hard, it must be softened before use, 
so as to prevent waste of fuel, cost of continually 
cleaning boilers, damage to boilers, waste of soap, and 
other inconveniences of hard water. 

The list of town waters which we now give has 
been compiled partly from official analyses and reports 
furnished by the various town authorities and water 
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companies, and partly from independent analyses and 
tests. Many towns have more than one source of 
supply, and as all waters are apt to vary from time 
to time, the figures must be regarded not as invariable 
but as a fair average. 

The hardness is given in "degrees. Clark," each 
degree being equivalent in effect to one grain of 
carbonate of lime in a gallon of water. To turn 
degrees " Clark " into degrees " Frankland," divide 
by • 7. Each degree then indicates one grain (or part) 
in 100,000 grains (or parts) of water. The figures 
represent the soap-destroying property which is called 
hardness. The first column of figures shows the hard- 
ness due to the carbonates of lime and magnesia 
(sometimes called temporary); the second column 
shows that due to the sulphates, chlorides and nitrates 
of lime and magnesia (called permanent). We prefer 
our present nomenclature, as there can be no doubt as 
to the meaning, while chemists differ among themselves 
as to the true meaning of temporary and permanent 
hardness. A water containing 10 degrees of carbonate 
of lime is, by boiling, reduced only to 3 degrees. Some 
chemists call the whole 10 degrees temporary, others 
consider the 7 degrees boiled out as being temporary, 
and the remaining 3 degrees as permauent. The fact 
is that what is permanent or lasting under certain 
circumstances is only temporary or evanescent under 
others, and the two terms must be regarded as colloquial 
only, not scientific or exact. 
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HABDNESS OF TOWN WATER SUPPLIES. 



Town or District. 



Aberdeen 

Bamet 

Barnsley 

Bath 

Bedford 

Beverley 

Bexhill 

Bilfiton 

Bingley 

Birkenhead 

Birmingham 

Blackpool 

Boston 

Bournemouth 

Bradford 

Brighton 

Bristol 

Burgess Hill .. .* 

Burnley 

Burton-on-Trent .. 

Cambridge 

Canterbury) artificially ( 
Caterham J softened \ 

Chatham 

Chelmsford 

Cheltenham 

Chester 

Chesterfield 



Carbonates. 



10 
12-5 

14-5 
22-0 
190 
90 
110 



7-5 

9-0 
8-0 
2-5 
13-5 
150 
7-5 
0-5 

130 
40 
3-5 
21-0 
17-0 
8-5 
50 



SnlpbateSy &c. 



0-5 
2-0 
4-0 
2-5 
6-0 
5-5 
20 
40 



4-5 
20 
10 
6-0 
1-5 
1-5 
2-0 
10 
2-5 

4-5 
1-0 

20 
20 
2-0 
20 



Total 
Hardneaa. 



1-5 
14-5 

4-0 
17-0 
28-0 . 
24-5 
11-0 
15-0 

5-6 

9-0 
120 

2-0 
10-0 
14-0 

4-0 
15-0 
170 

8-5 

30 
various 
17-5 

50 

3-5 
23-0 
19-0 
10-5 

7-0 

5-7 
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Hardness of Town Watbb Supplies — continued. 



Town or DUtrict 



Ckrbonatea. 



Sulphates, &c 



Total 
Hardness. 



Glevedon 

Cleveland 

Colchester 

Coventry 

Croydon 

Darlington 

Deal 

Derby 

Dewsbury 

Doncaster 

Dorchester 

Dover 

Dublin 

Durham 

Eaatboume 

East Suirey Company 

Edgbaston 

Edinburgh 

Exeter 

Folkestone 

Gateshead 

Glasgow 

Gloucester 

Glusbum , 

Grosport 

Grantham 

Grimsby 

Guildford 



7-3 

11-0 
150 
190 
8-0 
16-0 
12-0 

60 
15-0 
150 

10-5 

150 

8-5 

7-5 



13-0 
7-5 

13-5 
2-4 
7-0 
14-5 
120 
12-5 



7-2 
3-5 
70 
50 
10 
0-5 
1-5 
1-0 

30 
1-5 
1-5 

7-0 
50 

4-5 



50 
4-0 
1-5 
0-5 
0-6 
3-5 
20 
2-5 
2-5 



14-5 

3-5 
18-0 
20-0 
200 

8-5 
17-5 
130 

20 

9-0 
16-5 
16-5 

1-3 
17-5 
20-0 

3-5 
120 

40' 

3-7 
18-0 
11-5 

1-5 
140 

30 
10-5 
16-5 
14-5 
150 



Digitized by VjOOQ IC 



Water Supplies. 



II 



Habdnbss of Town Water Supplies— awrftaued. 



Town or District. 


Carbonates. 


Salpbstes, &c 


ToUl 
Hardness. 


Halifax 


1-0 


1-5 


2-5 


Hastings 


1-5 


.. 


1-5 


Henley 


5-0 


.. 


6-0 


Hertford 


13-5 


10 


14-5 


Huddersfield 


«• 


.. 


various 


Hull 


15-5 


1-5 


170 


Ipswich 


10-0 


10-0 


20-0 


Keighley 




.. 


5-6 


Kilmarnock 


3-0 


2-0 


50 


Lancaster 


1-0 


0-5 


1-5 


Leamington 


13-0 


6-0 


19-0 


Leatherhead 


17-0 


1-5 


18-5 


Leeds 


1-5 


30 


4-5 


Leicester 


13-5 


40 


17-5 


Lincoln 


2-7 


6-0 


8-7 


Liverpool 


1-0 


40 


50 


London : — 






, 


Chelsea Company .. .. 


12-0 


30 


150 


East London Company .. 


13-5 


3-5 


17-0 


Grand Junction Company 


12-0 


30 


15-0 


Kent Company .. .. 


19-5 


1-5 


21-0 


Lambeth Company 


12-0 


30 


15-0 


New River Company 


12-5 


30 


15-5 


Southwark Company 


12-5 


3-5 


16-0 


West Middlesex Company 


12-0 


3-0 


15-0 


Lowestoft 


7-5 


2-0 


9-5 


Macclesfield 


,, 


,, 


6-0 


Maidstone 


17-0 


2-5 


19-5 
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Hakdnesb of Town Wateb 8uFFLiE8-Hxm<intte<{. 



Town or Diatrlct. 



Garbonatea 



Sulphates, &C. 



Total 
Hardness. 



Manchester 

Middlesborongh .. .. 
Mid-Kent Company .. 
Mid-Sussex Company . . 
Newcastle-on-Tyne .. 
Newport, I. W. .. .. 
Northampton .. .. 

Norwich 

Nottingham 

Oldham * 

Oxford 

Paisley 

Perth 

Plymouth 

Portsmouth 

Preston 

Bamsgate 

Beading 

Bedhill— softened 
Bickmansworth .. .. 

Bochdale 

Bochester 

Bomford 

Byde .. ' 

Salisbury 

Scarborough 

Sevenoaks 

Southampton — softened 



1-7 
8-5 
9-5 
8-0 
7-0 

18-5 
7-2 

150 
60 
0-5 

150 
1-5 
2-5 

12-5 

16-5 

150 

30 

15-5 

210 
17-0 
11-5 
15-5 
120 
11-5 
5-0 



1-3 



30 

8-5 

9-5 

11-0 

11-5 

20-5 

72 

16-5 

10-5 

2-5 

180 

3-0 

30 

1-5 

13-5 

3-5 

18-5 

150 

30 

18*0 

3-5 

230 

19-0 

14-5 

16-5 

150 

13-5 

6*0 
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Habdness of Town Water Suppubs— amfo»tt«d. 



Town or District. 



Carbonates. 



Sulphates, &c. 



Total 
Hardness. 



Sonth Essex Company 
Staffs Potteries Company 
Stockton-on-Tees 

Strond 

Sunderland 

Sutton 

Swansea 

Swindon 

Tunbridge 

Ventnor 

Uxbridge 

Wakefield 

Warrington 

Watford 

West Surrey Company 

Weymouth 

Whitby .. ..* .. 

Widnes 

Winchester 

Windsor 

Wirral 

Wokingham 
Wolverhampton .. 

Worthing 

Wrexham, No, 1 supply 

do. No. 2 „ 
York 



170 
8-0 
8-0 
21-0 
21-0 
120 

17-0 

12-5 

170 

15-5 

7-5 

6-5 

190 

12-0 

13*5 

8-0 

5-0 

17-5 

13-5 

60 
110 
13-5 
1-0 
9-2 
9-0 



120 
6-0 
0-5 
20 
9-0 
50 

2-0 
3-0 
1-5 
2-5 
2-0 
6-5 
10 
30 
1-0 
1-0 
1-5 
4-2 
4-5 

40 
40 
3-5 
2-5 
3-5 
4-0 



290 
14-0 

8-5 
230 
30-0 
170 

2-8 
19-0 
15-5 
18-5 
18-0 

9-5 
13-0 
20-0 
15-0 
14-5 

90 

6-5 
21-7 
180 
13-3 
100 
15-0 
17-0 

3-5 
12-7 
130 



Digitized by VjOOQ IC 



14 



Water Purification. 



HABDNESS OF EIVERS. 
(Rivers vary mttch and rapidly. The following are average figures.) 



River. 



At. 



Carbon- 
ates. 



Sulphates, 
&;c. 



Total 
Hardness. 



Aire 

Chelmer .. 
Clyde .. .. 

Dee 

Don 

Hebble .. .. 
Irwell 

»> • • • • 
Lea 

>» 

Mersey 
„ 

Thames .. 
„ low tide 
,) high tide 
„ spring tide 
„ low tide 
„ high tide 
„ low tide 
,, high tide 

Trent 

Tyne 

»» • • • • 
Wandle .. .. 
Yare 



Wakefield 
Chelmsford 

Aberdeen 

Sheffield .. 

Halifax . . 

Manchester 

Salford ., 

Hackney . . 

Bow.. 

Stockport 

Warrington 

Hampton 

Wandsworth 



London Bridge 

Woolwich 

» 
Nottingham 
Newcastle 
Gateshead 
Wandsworth 
Norwich .. 



6-0 

11-5 

60 

1-0 

3-5 

5-5 

10-0 

160 

13-5 

3-5 

9-5 

120 

130 

15-0 

130 



9-0 

9-0 

7-0 

130 

17-0 



4-5 
3-5 
2-0 
0-5 
9-5 
5-5 
80 

11-0 
5-0 
8-0 
9-0 
6-5 
30 
4-0 
6-0 

120 



40 

87-0 

193 

4-5 

6-0 



10-5 

150 

80 

1-5 

9-5 

9-0 

13-5 

21-0 

21-0 

21-5 

12-5 

160 

150 

17-0 

21-0 

25-0 

30-0 
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In all the above cases where the hardness amounts to 25 degrees and 
over, the extra hardness is dne to the presence of sea water. 
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CHAPTER II. 

WATER FOR STEAM BOILERS. 

There is one employment of water which is common 
to nearly every industry, namely, for the production of 
steam, either for heating or for the development of 
motive power. For such purposes enormous quantities 
of water are converted into steam. As a result of this 
conversion, the impurities in the water are concentrated 
or precipitated in the boilers in the form of mud or 
scale. It would not at the first glance appear that a 
few grains of solid matter would have much effect in a 
large boiler, but on careful examination the few grains 
turn out to be in reality a few hundredweight or even 
tons. Then trouble is imminent. 

Condensing engines of the largest size and of very 
high steam economy require about 2 gallons of water in 
the shape of steam every hour for every horse-power 
indicated. This refers only to the water evaporated in 
the boilers ; the quantity of water used for condensing 
is generally twenty times as great. Smaller or inferior 
(but yet high class) engines require from 3 to 5 gallons 
per horse-power per hour, while small and low class 
engines need from 6 up to 15 gallons. With these last 
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we need not concern ourselves. Either their want of 
economy is due to their extremely small size, or their 
owners are altogether ignorant or careless of such 
questions, and never find out anything about them 
unless by sheer accident. 

Taking three gallons per hour as a fair average, 
an engine developing 100 horse-power will require 3000 
gallons of water evaporated in its boiler in a day of ten 
working hours, and if the water contains 15 grains of 
lime salts to the gallon (the average in London and 
many other towns) the deposit or scale formed in a 
single day will be 6 J lbs., or about 2 cwt. in a month, 
or over a ton in a year, of which the larger portion 
will remain in the boiler in the form of scale until 
removed by hand. This amounts to about 35 cubic feet 
of mud or soft scale every year, or half that bulk of 
hard scale. 

If all this scale were deposited on the outside of the 
boiler it might prove very beneficial, as its power of 
preventing the passage of heat would render it a •very- 
fair substitute for ordinary lagging. But as the deposit 
takes place inside the boiler, and particularly upon the 
furnace flues, fire tubes and circulating tubes, its non- 
conducting power becomes the source of much trouble 
and loss, and prevents the water from picking up heat 
from the furnaces. 

A good Lancashire boiler, worked without forcing, 
and provided with a good clean economiser, will evapo- 
rate, when clean and well stoked, about 9 lbs. of water 
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for every pound of good steam coal burnt in the fur- 
naces. This may be regarded as the standard to be 
aimed at for such a boiler, and if it should in actual 
continuous work show a lower duty, investigation should 
be made to show where the loss of heat or waste of fuel 
occurs. Slightly better results may bei obtained, even 
with much inferior and cheaper coal, if mechanical 
stoking is adopted, or if tubular boilers are used, but 
9 lbs. of water to 1 lb. of coal may be regarded as very 
good. If. there is no economiser or feed-water heater, 
the evaporation will seldom be more than 8 lbs., and 
generally less. 

Taking the cost of steam ooal at 13s. a ton, a fair 
average price, the cost of evaporating 1000 gallons of 
water in a good boiler is about 7s. 6rf. (half a ton of 
coal). But as the non-conducting scale forms in the 
boiler, the proportion of heat transferred from the fires 
to the water gradually becomes less, and in order to 
keep up steam the temperature of the furnace must be 
increased. This really means that the quantity of coal 
burnt must be increased, at a corresponding increase of 
cost. 

The thickness, and the comparative resistance to 
the transmission of heat, of the furnace plate and its 
coating of scale are shown graphically in Fig. 1. The 
resistance to the passage of heat offered by wrought 
iron being taken as 1, that of copper is 0*4 of slate 
9*5, of brick 16, of chalk 17, and of sulphate of lime 
48. 
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The waste of fael occasioned by scale and blowing 
out must be remembered when considering the cost of a 
water supply, from whatever source. The cost of the 
water before it enters the boiler is a mere nothing 
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compared to the cost of evaporating it. Many waters 
would be dear at \d, per thousand gallons, others are 
cheap at Is. Hard water wastes in fuel, for every 
1000 gallons, according to the thickness of scale in 
the boiler — 
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To the above losses must be added the cost of 
frequently cleaning out the boilers, which is no small 
item. The cleaning of a simple under-fired cylindrical 
boiler is no easy task, and is seldom perfectly done, 
although every part can be easily got at. ThedifiBculty 
is increased when internal flues and cross tubes are 
employed (which is almost always), and the plates are 
never fully cleaned from scale. A portion is removed 
where it is easy to do so, and the remainder is left to 
accumulate or crack off as chance may decree. The 
difl&culty of cleaning is greater in multitubular boilers, 
so much so that the tubes would seldom be cleaned at 
all were it not for the imperative necessity to do so to 
save them from being burned through. Water-tube 
boilers are the most difficult of any to clean, if the * 
scale is allowed to become at all hard, and in such cases 
the scale has to be literally drilled out with instruments 
like augers. It is in great measure owing to the dif- 
ficulty of cleaning tubular boilers that the really less 
efficient Lancashire type is so all but universal. 

Steam users seldom take particular notice of their 
loss from scaled boilers, partly because it is not easy to 
gauge it, and partly because it remains pretty nearly 
the same from year to year ; nevertheless it is very real 
and very heavy. 

The waste of fuel is by no means the only trouble 
caused by scale. Many boiler explosions have been 
directly caused by it, and it ruins thousands of boilers 
annually. This is because, as the thickness of the 

c 2 
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scale increases between the water and the iron plate, 
the latter becomes less and less cooled by the water, 
and at length becomes soft and even red hot, and then 
it is, of course, unable to stand against the pressure of 
the steam, becomes bent out of shape and collapses. 
Or sometimes when the furnace plates are at high tem- 
perature the scale may crack or break away bodily from 
the iron, and the water thus allowed in contact with the 
red hot metal is instantaneously converted into steam, 
producing so sudden an increase of steam pressure as to 
be in the nature of a shock which mp-y cause an 
explosion. 

Furnace plates wear away rapidly when coated with 
scale. This is attributed to " forcing the fires," but if 
the plates were kept clean it would seldom be necessary 
to force the fires, nor does a clean plate wear rapidly, 
even with a forced fire. The fact is that furnace plates 
of more than J inch thickness will gradually, and even 
rapidly, burn away until reduced to that thickness, even 
when kept clean inside, because thick plates are unable 
to conduct away the high temperature of the furnace 
gases. Thicker flue plates have often been tried, but 
with this result. Still more are they subject to be 
burned away if there is scale on the other side, for, as 
already shown, a little scale is as heat-resisting as a lot 
of iron. 

It is difficult to realise the economical difference 
between a clean boiler and a scaled one; but if any 
steam user will take the trouble to test them by putting 
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them to exactly the same work for a fixed period, each 
in turn, carefully weighing the amounts of coal used 
and the quantity of water evaporated, he will be very 
much surprised at the difference. The loss will 
generally exceed 15 per cent. 

Some waters are acid, either because they have 
dissolved organic acids from the peaty beds through 
which they have filtered or trickled, or because acids 
have been poured into them from factories, which is 
frequently the case with streams and canals. Many 
towns are supplied with gravitation or surface waters 
which have come from peaty moorlands, and these, 
although generally slightly alkaline from the presence 
of a small amount of carbonate of lime, are sometimes, 
and more especially in times of drought, distinctly acid. 
The organic acids present at such times are dangerous 
in two ways. Firstly, they corrode iron, and are there- 
fore destructive to boilers. This may be overcome by 
putting small quantities of carbonate of soda (washing 
soda) into the boilers. Secondly, they are capable of 
dissolving lead in appreciable and even dangerous 
quantities, and as the water pipes inside houses are 
generally of lead, there is a possibility of lead poison- 
ing. This very grave objection can be overcome by 
causing the water to flow slowly over beds or lumps of 
chalk or limestone, when the carbonate of lime neutral- 
ises the acid, and renders the water very slightly 
alkaline, and therefore safe. 

Acid waste liquors should not he allowed to run into 
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streams or canals before being efficiently neutralised 
with chalk or lime. But what should be allowed, and 
what is allowed are very different things, and if boilers 
are fed from streams so acidified, the water must be 
effectually neutralised before entering the boilers, other- 
wise the plates will rapidly corrode away. The easiest 
and only safe method of doing this is by the addition of 
carbonate of soda to the feed water in sufficient quan- 
tities. The water in the boilers should be tested for 
acidity every day, a little being taken at the gauge 
cocks for this purpose. An unfortunate circumstance 
is that acid waters are less likely to cause priming than 
any other, and owners and enginemen are therefore apt 
to regard them with favour on this account, ignorant of 
their corrosive powers. 

Peed water from running streams generally con- 
tains a large amount of visible impurities, which remain 
in the boilers and mix with the precipitated deposit. 
Very finely divided vegetable matter is not always 
objectionable, and may even serve to keep the deposits 
from caking hard, and thereby facilitate blowing out. 
It is therefore frequently the case that filtered (not 
softened) river water may give more trouble in the 
boilers than it would if left unfiltered, and if the same 
water be softened, it is of little importance whether 
the vegetable matter is removed or not. 

Earthy impurities, on the contrary, are invariably 
objectionable and even dangerous, and too much care 
cannot be taken to remove them, either by filtration or 
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by softening. They generally contain a considerable 
proportion of clay, and on mixing with the ordinary 
boiler precipitates a hard scale is formed resembling 
Portland cement. 

The mineral deposits in a boiler are not formed 
merely by concentration of the dissolved salts, and, in 
fact, concentration has little to do with the question. 
We have, it is true, in one or two instances seen great 
masses of solid deposit taken from a boiler, of which by 
far the greater portion consisted of common salt crystal- 
lised, but this was due to the fact that the feed water 
was largely contaminated with sea water, that the boiler 
was rarely blown down, and that the boiler had no 
circulation. We found the lower part of such boiler 
cool to the hand even while under 50 lbs. steam 
pressure. In such cases the boiler should be blown 
down at frequent intervals during the day, and some 
cross tubes put into the horizontal flues to create a 
circulation. 

-All other precipitates result, not &om concentra- 
tion, but from high temperature. Lime salts, which 
are quite soluble at 60° F. are quite insoluble at 300° F. 
Thus the carbonate (or bicarbonate) of lime is almost 
entirely precipitated at 212° F. under atmospheric 
pressure, that is to say, provided this temperature be 
maintained for some tijne, owing to carbonic acid gas 
being driven off. The same is the case with carbonate 
(or bicarbonate) of magnesia. Both of these substances 
are totaXly insoluble at 300° F. The sulphate of lime, 



Digitized by VjOOQ IC 



24 Water Purification. 

which is largely Soluble at low temperatiires, is less so at 
high ones, and at 258° F. (the temperature of steam 
under 50 lbs. pressure) becomes quite insoluble. Few 
modern boilers are worked at lower pressure than this, 
and consequently, as sulphate of lime in solution is 
pumped into a boiler under steam, precipitation at once 
commences. We say commences, for it takes half an 
hour or more for it to be completed. Precipitated 
sulphate of lime is crystalline, heavy and compact, 
settles down quickly, making hard solid scale, and is 
difficult to remove, requiring the use of the chisel and 
chipping hammer. The carbonates of lime and mag- 
nesia, on the contrary, are light, and do not settle 
easily during working hours, owing to the circulation of 
the water, while the scale formed is comparatively soft, 
unless mixed with sulphate of lime or clay. 

There is a great difference between the deposits 
made by precipitation at different points. When the 
precipitate is formed by heat or by chemical means, if 
the precipitate is actually formed in contact with any- 
thing solid, such as an iron plate or previous deposit, it 
will adhere to it, and become, as it were, one solid 
crystal. But tiny crystals of precipitate floating in the 
water do not cohere to each other, nor adhere to other 
substances that they may touch. They simply lie as 
powder or mud. But a quantity of loose crystals lying 
together may be cemented together solid by the pre- 
cipitation of further crystals in their midst from the 
water with which they are mixed. Such further crystals 
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are never, however, of carbonate of lime or magnesia, 
they are always the sulphate of lime, and the best way 
to ensure their absence is to see that no sulphate of 
lime is ever present in the feed water. Carbonate of 
soda, in sufficient quantity, is a certain preventive. 

Scale is thinnest, as a rule, on the flue plates just 
over the fires, because the circulation and speed of the 
water are at a maximum there, and the suspended 
matters are carried away to settle on reaching stiller 
parts of the boiler. The thickest scale is generally on 
the bottom of the boiler, where the water is coldest and 
stillest. There is frequently a very thick scale on the 
sheU plates oibcyve the water level, caused by the rising 
bubbles of steam throwing up a spray of water con- 
taining precipitated chalk, which sticks to the plates 
and is baked hard by the heat. 

The carbonates of lime and magnesia are only 
likely to form scale after precipitation if they lie upon a 
very hot surface and are not exposed to the circulation 
of the water. Such a case occurs if a boiler is emptied 
while hot; the mud that remains is baked hard and 
cannot afterwards be washed out. A boiler should be 
allowed to cool before being emptied, and if time is 
short this may be quickly and safely effected by 
running in cold water while the hot water is allowed to 
dribble out. By this method a boiler can be cooled 
down and then emptied in a few hours without risk of 
straining the plates, and where the boiler must be put 
into use again very quickly, this is the only proper 
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method. If time permits it is still better, after cooling 
the water very slowly by the above means, to let the 
boiler stand full of cold water for one or two days 
before emptying. The carbonate deposits then remain 
as a white floury powder, which is easily swept or 
washed out ; but as this latter is a rather messy opera- 
tion, attendants are apt to blow off hot, which leaves 
them less mud to wash out but more scale to remove 
when the inevitable chipping takes place. 

Sulphate of lime forms a scale under all circum- 
stances, varying in hardness and density according to 
the other impurities mixed with it, and the temperature 
to which it has been exposed. It has sometimes been 
stated that hard scale of sulphate of lime is not so 
dangerous and does not cause such waste as the softer 
carbonate or mixed scale. This is by no means every- 
body's experience. More burnt plates and tubes are 
found under hard scale than under soft, unless when 
on is present in the soft scale. A great deal must 
depend upon the temperature of the furnaces. A 
forced fire of itself makes scale harder, and is also of 
course more likely to burn the plates than a moderate 
fire. 

A soft muddy deposit is a great produceir of 
priming; the steam rises through the water more 
irregularly and in larger bursts when it has to force its 
way through mud, and it always carries up with it a 
spray of chalk which naturally finds its way into the 
steam pipes and frequently into the engine cylinders. 
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This tendency renders frequent blowing down and 
scumming imperative, and these are only very partial 
remedies at best. 

The methods usually adopted for preventing and 
removing scale are : — 

1. Blowing down. This is a necessity in every 
case, no matter what other means may be employed in 
addition. Whenever water of more than 8 degrees of 
hardness is used, the blow-off cock should be opened for 
from two to five seconds emry houVy and the scum cock 
as frequently and for as long a time, if the boiler has 
any scumming arrangement. Scumming is of most 
importance when the hardness of the water is due to 
carbonates or when boiler compositions are used, as in 
both cases the precipitate is very light and remains long 
in suspension, causing much priming or frothing. It is 
far better to blow off twelve times a day for a few 
seconds each time than once a day for a very much 
longer time ; the effect in the boiler is in every case 
only local ; the mud in and quite close to the cock is 
sucked off, and the circulation of the water then 
gradually brings more, which will be removed at the 
next opening, but after the first second or two all the 
mud which is at all within the influence of the blow-off 
cock has disappeared, and only plain water from above 
continues to pass out. This fact does not occur to the 
average boiler attendant, as he cannot see whether the 
water comes out muddy or clear, and he therefore saves 
himself trouble by blowing down only once a day, with 
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bad results. If he saw what really occurs he would 
know better, but he can see nothing, and his imagina- 
tion pictures a stream of mud flowing along the bottom 
of the boiler towards the mud cock. Nothing of this 
sort happens at alL The water descends from above, 
and the only part of the inside of the boiler influenced 
is in the shape of a cone with the point in the blow-off 
cock and the wide end at the surface of the water. If 
a quantity of soft mud be thrown into a cistern full of 
water and allowed to settle, it will be seen that, upon 
opening a cock at the bottom, the mud just above the 
tap disappears through it, and then the mud just round 
it to an angle of 45 degrees, leaving a funnel through 
which clear water only continues to pass. The cistern 
may then be nearly emptied down to the level of the 
mud without any appreciable quantity of the latter 
escaping. This is exactly what occurs in a boiler. 
After the first second or two no more mud (or practi- 
cally none) will pass out even if you blow down 3 feet, 
all you get rid of is good boiling water, and that means 
good money. Blow down little and often. 

There are a few boilers still in use which are not 
fitted with blow-off cocks, but simply with plugs, 
which can only be removed when the boiler is to be 
emptied. Such an arrangement is mentioned only 
to be condemned. In such cases the workman who 
undertakes the risky job (supposing the boiler is still 
hot) has to knock the plug in, and then run for his life, 
and he may reckon himself lucky if he is not scalded. 
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Even plugs which can be raised and lowered again are 
but little better, for when lowered it sometimes occurs 
that a piece of scale has got into or across the hole 
and prevents the plug from being forced home; the 
boiler then empties itself rapidly and the fires have 
to be drawn. This risk is quite suflScient to deter 
the attendant from blowing down more than once a 
week, which is to all intents and purposes useless. A 
boiler which is only blown down once a week should 
be altogether emptied every week, an,d washed out. 
It is likely to be severely strained in so doing, and 
so every boiler ought to have at least one blow-oflf cock. 
Fortunately the boiler insurance companies have now 
rendered this almost universal. 

Where several boilers have their blow-off cocks 
connected to ^ .single sludge pipe or drain,, it is of 
vital importance that the cock of any empty boiler shall 
be doBtd while any other boiler is being blown down. 
This is best ensured by using for all the cocks a single 
spanner, so fitted to them that it can only be put 
on or taken off any cock when that cock is closed. 
It has more than once happened that men at work 
inside one boiler have been scalded and suffocated by 
steam entering from another boiler through an open 
cock. 

2. Use of chemical agents or boiler compositions 
in the boiler. These are so many and so various that 
it would be impossible here to refer to one-tenth of 
them. Most of them .are valueless and even dangerous. 
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althougli some are of use to keep a boiler under steam 
under conditions which would render it otherwise im- 
possible. And the better the circulation of water in a 
boiler, the more effect a reagent will have in keeping it 
clean or comparatively clean. An under-fired boiler can 
scarcely be worked at all with hard water unless the 
deposit is artificially prevented from hardening. It will 
very soon burn out. Boilers with internal flues are ten 
times safer, as the scale will not lodge or adhere on the 
convex top of a flue, as it must on the concave bottom 
of a boiler. But unless the flues are fitted with cross 
(or Galloway) tubes, the circulation will be confined 
almost entirely to that portion of the water which is 
above the level of the fire bars. The lower half will be 
dead water, and cold. 

The safest^ and therefore the best of all boiler 
compositions is the carbonate of soda, in any of its 
various forms as soda crystals, generally called washing 
or Scotch soda, concentrated crystal soda, sesquicar- 
bonate of soda, crystal carbonate of soda, soda ash and 
pure alkali. These are all practically the same chemical, 
but in varying degrees of strength. The action of 
carbonate of soda is purely chemical, not mechanical, 
and its usefulness depends chiefly upon its power of 
decomposing the sulphate of lime and changing it into 
carbonate of lime. The sulphate forms a hard scale 
which is less easy to remove than the softer carbonate. 
Carbonate of soda also aids and quickens the precipita- 
tion of carbonate of lime and of carbonate of magnesia, 
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and it has the curious effect of causing these carbonates 
to be precipitated in a smaller, finer, lighter condition 
than if heat alone is used, and the lighter precipitate 
has less tendency to agglomerate and harden. Carbonate 
of soda has another useful effect, that of neutralising 
any acid substances contained in the water which would 
otherwise pit or corrode the iron plates. These are the 
only services which can be rendered by carbonate of 
soda. It does not prevent or diminish precipitation, 
but frequently increases it, for it throws down a pre- 
cipitate from sulphate of magnesia which would other- 
wise remain in solution, neutral and harmless. Car- 
bonate of soda is of little use unless in sufdcient 
quantity to do all the chemical work required of it, 
while if used in excess of this, it causes foaming and 
priming, especially in tubular boilers. Some tubular 
boilers have a reputation for making wet steam ; this is 
not a fault due to the boiler, but arises chiefly from the 
nature of the water and the presence of compositions 
which induce foaming; if fed with good water they will 
not prime, and the steam will be quite dry. 

Caustic soda does not contain the carbonic acid 
needed to reduce sulphate of lime to carbonate of lime, 
and should only be used, if at all, when the water itself 
contains a fair quantity of carbonic acid, and it must 
then be put into the cold feed water ; it at once turns 
into the carbonate of soda by absorbing carbonic acid. 
If a strong solution of caustic soda is pumped direct 
into the boiler, it will have no chance at all of doing 
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proper work, but will be subject to all the disad- 
vantages of carbonate of soda, and in a much greater 
degree. 

Tannin and tannate of soda are frequently used. 
Their object, like that of soda, is to keep the deposit 
soft or in suspension, instead of forming hard scale. In 
this it is quite as successful as carbonate of soda, but it 
is by no means safe. Tannin is decidedly dangerous, 
and is to be unhesitatingly condemned, as the tannic 
acid which it contains, and upon which its efiiciency 
depends, will attack not merely the lime salts but the 
iron plates themselves. It will in preference attack 
carbonate of lime, making a rather gelatinous and soft 
mixture, but it also attacks iron, although more slowly. 
A fair quality of ink may be made by putting iron into 
tannic acid ; this will give some idea of its effect in a 
boiler. Tannate of soda is generally made by boiling 
spent tan bark in caustic soda, and the latter should be 
largely in excess. It is less effective than tannin, and 
of course less dangerous, but boUers in which it is used 
are sometimes badly corroded. Soluble preparations 
are made from eucalyptus, which are similar in their 
useful effect to the foregoing, but they would seem to be 
less dangerous. They are more carefully prepared. 
Their prices are high, altogether out of proportion to 
their cost and market value, but this is the case 
invariably with all boiler compositions. 

Petroleum is sometimes put into boilers to prevent 
scale, this being a very common practice in America ; 
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of course only refined petroleum is used. Its action is 
purely mechanical. It does not cause a precipitate nor 
affect its size or shape, but gives an infinitesimal coating 
of oU to the crystals which prevents them from cohering. 
The effect is not lasting, as the petroleum or parafl&n, 
which is rather a spirit than an oil, is gradually driven 
off with the steam. Crude petroleum contains heavier 
matters of a tarry nature, which remain in the boiler, 
gather mud, and make a highly dangerous greasy 
deposit. 

Hydrochloric acid has been tried^ Its action is of 
course chemical and energetic, but dangerous in the 
extreme. There is scarcely one case in a hundred in 
which it could be safely used, even if added in measured 
quantities mathematically exact. This is never the 
case, for a reagent is always either in excess or in de- 
ficiency. When in excess it vigorously attacks the iron 
plates. Even when not in excess it turns magnesium 
carbonate into magnesium chloride, and the latter in its 
turn attacks the plates. The use of hydrochloric acid 
has been, altogether abandoned, as has also (or nearly 
so) been that of ammonium chloride (sal-ammoniac), 
whose powers and drawbacks are similar in kind, 
although smaller in degree. 

Many substances are put into boilers for the pur- 
pose of mixing mechanically with the lime deposit, and 
preventing it from becoming hard. Among them are 
Irish moss, seaweed, potatoes, tallow, oil, starch, linseed 
meal, sugar, molasses or treacle, stearine, gum, dextrine, 

D 
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mouldy bacon and other fats, spent tannin, dried leaves, 
logwood, sawdust and clay. Some of them are absolutely 
ridiculous, and all are dangerous. 

Fluoride of sodium has been tried in America. Its 
action is almost identical with that of carbonate of soda, 
but at ten times the cost. Insoluble fluorides of calcium 
and magnesium are formed, which are very fine and do 
not easily settle. The effects of an excess we have not 
tried. 

Without going so far as to say — " Never use any 
boiler composition," we do say — " Always find out 
exactly what your boiler composition consists of, and 
what are its effects and dangers." One of the attendant 
dangers is that, fearful of wasting or losing any of the 
costly composition, blowing ojBf is not only neglected but 
sometimes even avoided. The result is such an accumu- 
lation of soluble and insoluble matters in the boiler as 
to create the most serious risks. 

Before leaving the subject of boiler compositions 
it should be remarked that, owing to the immense 
profit at which they are sold, a number of unscrupulous 
vendors of compositions " stand in " with equally un- 
scrupulous boiler attendants, and the latter, in order to 
convince their employers that the stuff is effectually 
fetching off scale, adopt the trick of cracking off the 
scale when emptying the boiler, by methods at once 
risky and prejudicial to the boiler. These methods are 
alluded to further on. 
3. Internal apparatus for collecting precipitate 
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inside the boiler. The effect of these is very limited, 
and. as their presence renders cleaning and scaling more 
difficult, they frequently do more harm than good. 
They are of two kinds. Through one the feed water 
passes when it first enters the boiler ; the heat causes 
precipitation to begin in the collecting apparatus, and 
some of what remains there can be blown out at 
intervals. But the collector itself scales up, while, 
unless it is inconveniently large and the pressure high, 
the precipitation is only partial, and only a portion of 
the precipitate can be blown out. The process of pre- 
cipitation takes some considerable time, even at high 
temperatures. 

The second kind of appliance is so connected by 
means of tubes that circulation of water takes place in 
it ; a portion of the floating precipitate settles in it, and 
can be blown out at intervals. This apparatus does 
little more than is usually effected by the frequent 
use of the blow-off and scum cocks, and does not to 
any great degree prevent the accumulation of scale. 
When first fitted up it is usual to blow the collected 
mud into a tub, where it of course makes more show 
than if it had been blown through the blow-off cock 
straight to the drain ; it is then assumed to be doing 
much useful work which would not otherwise have been 
done at all. 

4. Surface condensers, the spent or exhaust steam 
being condensed and used again in the boiler, the waste 
or loss being made up with fresh water. This method 
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is very good, where practicable, but has some draw- 
backs which are not at first very obvious. 

Exhaust steam from an engine invariably carries 
away with it a little of the tallow or heavy oil with 
which the cylinders are lubricated. If such steam be 
passed through a surface condenser, the condense water 
will retain the whole of this grease, and when pumped 
back into the boiler it will be extremely likely to cause 
trouble. The reason is that the precipitates formed in 
the boiler from the hard make-up water stick to the oil, 
and float or are carried about by the currents until the 
greasy particles become by aggregation large enough 
and heavy enough to sink, and fall upon or are carried 
into contact with the flue plates or tubes. The greasy 
particles stick to whatever they touch, and gradually 
form a soft coating, which is by far the most dangerous 
form of incrustation known, as it is more non-con- 
ducting of heat than any other, and also absolutely 
prevents the water from reaching the iron. Other 
forms of scale are porous, but the oily deposit is quite 
impervious to moisture. The result is that if the 
furnace flame strikes upon a plate or tube coated with 
this greasy scale, the iron speedily becomes red hot, 
bulges, and finally collapses. 

This disastrous result can be avoided in several 
ways, more or less practical Firstly, by using only 
distilled water to make up the loss caused by waste of 
steam or water. In this case there will be no precipi- 
tate at all in the boiler. The high cost of distilled 
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water is prohibitive, but a good substitute may be 
found in rain water, provided there is sufficient catch- 
ing area and rainfall to suit. The latter is not to be 
depended upon, however, and some substitute must be 
sought.- In some districts water is obtainable which is 
nearly as soft as distilled water, as is the case with 
most rocky surface land, although sometimes peaty and 
acid. In such a case it is advisable not merely to make 
up with this soft water, but also to almost entirely 
change the water in the boilers once a week by pump- 
ing in fresh water in large quantities, and running off 
the old greasy water from the scum cocks. The level of 
the water must never be allowed to fall to the top of 
the flues or tubes, as the greasy precipitate would stick 
to them, and the scum cocks are therefore to be preferred 
to the blow-off cocks, even when there is no fire in the 
furnaces. 

If naturally soft water is not obtainable for the 
make up, the water that is available should be softened 
to as low a degree as possible before being used, so as 
to form the smallest possible quantity of precipitate in 
the boiler. Where a range of boilers are in use, it 
would be the best plan for one of them to be fed 
entirely with make-up water, and the others entirely 
with condenser water. The precipitate is thus confined 
entirely to the make-up boiler, and the oil to the others, 
so that there is no danger of greasy scale. Of course, 
with this arrangement it is necessary that the make-up 
water shall be softened, or else that there shall be a 
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reserve boiler to work with the make-up water while 
the other is being cleaned out. 

Or, instead of using chiefly condensed water in the 
boilers, with a small quantity of make-up water, the 
reverse practice may be employed where the engines are 
not of the condensing kind, the exhaust steam being 
turned into the hard water supply so as to heat it either 
previous to or during a process of softening. But it 
should be observed that the cold water must be really 
hard, for the grease is only removed mechanically by 
the precipitate formed during the softening process, 
which clings to and absorbs the grease and drags it 
down to the bottom of the clarifying vessel. It is 
evident that the harder the water the greater will be 
the quantity of precipitate, and the more complete the 
removal of the grease. The process is most effectually 
performed when the steam is not actually hlown into the 
water, as in this case the oil, water and air form a milky 
emulsion which is more difficult to clarify ; if the steam 
is only blown on to the water, the oil floats on the top 
in a coherent film, and is more easily removed. Fig. 2 
shows an exhaust condenser for use in this manner, 
where the steam passes under and over the layers of 
water, but not through them. It has the great advan- 
tage of being very easily and quickly cleaned, all the 
internal fittings being removed, cleaned and replaced in 
a few minutes. 

In all cases where condensed exhaust steam is used 
as feed water, the boiler should never be blown down 
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without first using the scum cocks freely, so as to 
remove as much as possible of the grease and scum 
floating on the water, and boilers fed with such water 
should invariably be fitted with scum cocks. 







Fig. 2. 

Condensed steam which has only been used for 
heating, or other purposes not entailing contact with 
grease, may, of course, be returned to the boilers 
without any of the above precautions. 

Marine boilers are no better fitted than land boilers 
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to withstand greasy scale, although it is a common 
mistake to think that they are, because at sea they are 
almost always fed with greasy condensed water without 
a very large proportion of accidents occurring. The 
reason may be found, not in the form of boiler or the 
particular kind of lubricant used, but in the superior 
density of sea water, of which the make-up exclusively 
consists, and which allows the greasy matters to con- 
tinue floating. This is referred to more fully under 
the head " Sea Water." 

5. Cracking off scale by sudden expansion or con- 
traction of the scale or of the plates. This is the most 
objectionable and most dangerous method which boiler- 
men have yet been able to devise, and has ruined 
thousands- of boilers. It is chiefly resorted to in order 
to induce employers to believe that the loosening of 
the scale is due to the efficiency of some worthless 
boiler composition which the boiler attendant is in- 
terested in using, regardless of the risk, amounting 
almost to a certainty, of straining the boiler seams by 
the sudden injection of cold water into a hot boiler or 
of hot steam into a cold boUer. Many leaky joints 
have arisen from this practice, and it cannot be too 
strongly condemned. 

6. Purification of the water by removal of the 
lime and magnesia before entering the boiler. There 
can be no question that this is the soundest plan 
possible, and is only limited in its application by the 
question of cost. The first outlay for plant is un- 
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doubtedly large, and the interest on capital is in many 
instances more than the annual cost of the softening 
itself. Against this may be set the fact that a softener 
will enable a user to employ one boiler (or two) less 
than would be necessary with hard water, partly 
because the boilers fed with soft water are kept clean 
and have more evaporative power, and partly because 
the stoppages for cleaning are very much reduced. 
The cost of > the softener is not much more, and is 
sometimes less, than that of the extra boiler or boilers. 

The methods of purification are described in 
another chapter. It need only be stated here that 
they are easy, certain and cheap; waters that cannot 
be softened cheaply are almost invariably so bad that 
they should never be used at all. The cost of working 
is in all cases but an infinitesimal percentage on the 
coal bill, while the savings are by no means small. 
Steam users who will make careful observation of their 
coal and water bills, and calculate what hard water 
costs them for fuel wasted, boiler composition, stoppages 
and cleaning, chipping, repairs and renewals of boilers, 
will arrive at the conclusion that the savings effected 
by softening the water would very quickly repay even 
a heavy outlay on plant. 

When the process of softening enables well or 
stream water, otherwise useless, to be employed, instead 
of costly town's water, the saving is so great as to be 
obvious even to the most careless, and this is again 
intensified where the town's water itself is hard. 
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The softening process has, nntil comparatively 
recently, been regarded by the public as a delicate and 
difficult operation, and one requiring a large amount of 
attention. This was so to some extent, though not so 
much as was believed, under the old system, by which 
the carbonate of lime was first removed by means of 
quicklime, and the sulphate of lime was subsequently 
removed by a separate process. Many attempts were 
also made to effect the softening by means of complex 
and difficult reactions, sometimes with costly materials 
which were vastly inferior to the cheap reagents 
generally employed, A closer investigation of the 
various reactions has resulted in improved methods, 
by means of which a single treatment produces the 
desired result with greater ease and certainty than 
the old double treatment, and at a still smaller cost. 
The methods of regulating and proportioning the 
supply of reagents have also been brought much nearer 
perfection, and are now so largely automatic as to 
dispense with the greater part of the attention formerly 
required. 

The softening process is doubly efficacious, as it 
effects the withdrawal of suspended matters in dirty 
water, and also renders acid and corrosive waters 
neutral and harmless. 

The present chapter would not be complete without 
referring to various kinds of water-heating apparatus, 
which, although not boilers in name, are really so in 
effect, and are therefore liable to be damaged or ren- 
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dered inefficient, useless or even harmful by bad water. 
Such appliances are called " economisers " and "feed- 
water heaters." 

An economiser is practically a preliminary boiler, 
consisting of a large number of upright cast-iron pipes, 
and placed in the brickwork flue between the furnaces 
and the chimney shaft. It is wholly enclosed in a 
brick chamber, and the hot gases from the furnaces, 
after passing through and around the boilers, are forced 
to pass between and around the economiser pipes. 
Through these pipes is forced the whole of the feed 
water, on its way from the pumps to the boilers, and 
while in the economiser it extracts a very large amount 
of heat from the gases, and enters the boilers at a 
temperature ranging between 200° F. and 300° F, 
The effect is, of course, that coal is economised or saved 
to an extent corresponding to the amount of heat ab- 
sorbed by the water in the economiser, and this may 
amount to from 12 to 20 per cent., or even more, 
according to temperature. 

The following table shows the calculated percentage 
of fuel saved by heating feed water, assuming the 
boiler pressure to be maintained at 60 lbs. The figures 
give the theoretical saving, on the assumption that the 
furnaces are constantly stoked in the best possible 
manner, and to an extent always corresponding to the 
required evaporation. As a matter of fact, however, 
furnaces are seldom or never so stoked, and the actual 
savings are frequently found to be in excess of the 
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theoretical figures. The mere fact that he has not to 
put so much coal in, will often enable or induce a 
fireman to be more careful with what he does put in, 
to distribute it better, and to pay more attention to 
properly cleaning the fires. The high temperature of 
the feed also enables a boiler to make steam more 
quickly, that is to say, to evaporate more water without 
forcing; and forcing is always uneconomical, for the 
time being, no matter what kind of boiler is used. The 
actual waste from forcing is also minimised, as the 
higher temperature of the furnace gases is not merely 
utilised in the boiler flues but also affects the econo- 
miser, the water in which rises and falls in temperature 
at the same time as the furnace gases. 

It is obvious that economisers should be large 
enough to prevent the hot gases from entering the 
chimney shaft at a higher temperature than about 
250° F., when the boilers are working at their normal 
rate, and the best economy is attained when they are 
reduced below 212°. This is not unfrequently the 
case, as the water is fed into the economiser at the 
part nearest the chimney shaft, and there both water 
and gas may be well below 200°, while at the hot end 
the water may be at 300° and the gas at 600°. Most 
economisers are furnished with means for easily ascer- 
taining the temperature at both ends, and if readings 
are regularly taken they form an excellent check 
upon the firemen. It is a fact which few employers 
thoroughly grasp, that a really good fireman will keep 
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a boiler at full pressure with 10 per cent, less coal 
than a lazier or less intelligent man. Firemen ought 
to be actually tawgM how to fire economically with 
various kinds of coal. At present not one man in 
twenty gets anything near the best possible result 
even with the coal which he is most accustomed to, 
while if the kind of coal be changed he is all abroad 
with it for a long time. 

Economisers have a further effect which, although 
at first a partial advantage, becomes afterwards a serious 
disadvantage. Much of the mineral impurities in the 
water, generally only carbonate of lime or of magnesia, 
is^ precipitated while in the pipes. A very large pro- 
portion of the precipitate falls to the bottom, whence 
much of it is blown out from a mud valve. The 
vertical position of the pipes favours the easy with- 
drawal of the deposit, and of course the quantity of 
deposit in the boilers is to that extent lessened, and 
further economy is therefore effected by keeping the 
boiler cleaner than it would otherwise be. But a 
portion of the precipitate adheres to the pipes and 
gradually forms a hard scale and chokes them up. 
k% this scale accumulates the economiser is able to do 
less work, failing to pick up the proper amount of 
heat, and allowing more deposit to be formed in the 
boilers, and at length a time arrives when the pipes 
must be cleaned out. If the scale is very hard and 
thick, it frequently cannot be removed without breaking 
the pipes (cast iron being brittle), and new ones must 
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be put in. This is a costly process, but it is abso- 
lutely necessary and in the end economical. The very 
choking of the tubes, although undesirable in itself, is 
evidence of the work they are doing, and only very 
bad waters can prevent economisers from repaying 
their cost with interest. 

Economisers are almost universally used in the 
north of England, where coal is cheap, and yet they 
are comparatively infrequent in London and the south, 
where coal is so dear that it would be thought that 
steam users would be almost driven into using them. 
No doubt this is partly due to the fact that the water 
in the south is usually hard, and economisers fed with 
it are more difficult to keep clean than with the softer 
moorland water of the north. But the hard water can 
almost invariably be softened at a merely nominal cost. 
When soft water is used for the feed the pipes will not 
choke, the water will consequently be heated to the 
highest possible degree ; the boilers will not scale, and 
fuel will thereby be largely saved ; the hot feed water 
will preserve the boilers from the strains to which the 
plates and seams must naturally be subjected by the 
injection of cold water, and the whole steaming system 
will be at its absolute best for economy, reliability and 
lasting efficiency. 

Peed-water heaters utilising exhaust steam are not 
so efficient as economisers, because the temperature of 
exhaust steam is much lower than that of the waste 
gas from the furnaces, being only about 212° F. If 
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the exhaust steam has a free outlet, so as to cause no 
back pressure on the engines, its temperature will be 
below 212°, and any excess over this degree is an 
indication of back pressure on the engines, which is, 
of course, detrimental to their efficiency. It is therefore 
very essential when fitting up a water heater to see 
that it affi)rds ample passage room for the steam, 
otherwise any advantage gained by heating the feed 
water will be counterbalanced by loss of power from 
back pressure. It is therefore obviously a mistake to 
put down a small heater and force all the exhaust 
steam through it. If the steam way through a heater 
is small (and especially when the steam^ tubes are 
spiral or coil-shaped) only a portion of the steam 
should be made to pass through it, and the rest should 
pass through an extra outlet capable of being opened 
or narrowed at will. It is practically impossible for 
the steam heaters to raise the feed water above 212° 
except by severely choking or throttling the exhaust ; 
and it may be taken as a general rule that if the feed 
water is heated above 200°, the exhaust is too much 
choked and back pressure is created. 

Peed- water heaters are much smaller than econo- 
misers, and can therefore be used in places where there 
is absolutely no room for an economiser. They sufiFer, 
however, from the same drawback, namely, they are 
very liable to choke up with scale made of carbonate, 
of lime or carbonate of magnesia. Some of the best 
are provided with mud chambers and mud valves, by 
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which a good deal of the softest deposit may be blown 
out ; but by far the greatest part of their cleaning is 
eflfected by the alternate heating and cooling of the 
tubes, which cracks off a good deal of the scale by the 
expansion and contraction of the metal. The little 
pieces of scale are then blown out through the mud 
cock or removed through a hand hole. These means 
are only partially successful, and the heater must from 
time to time be taken to pieces and cleaned out 
thoroughly. This is a job which is always put off 
until it becomes an absolute necessity in order to allow 
water to pass through it at all. Now it cannot be too 
well remembered that there is a point where the loss 
from back pressure balances the gain from heating the 
water ; and this point varies somewhat in various cases, 
but may generally be fixed as that where the feed 
wat«r is only raised 60° F. As soon as a heater fails 
to raise the water more than 60° above the initial 
tepaperature, the heater is causing as much loss as gain, 
and should at once be cut off and cleaned out. If it 
cannot then be cleaned out, it should yet be thrown out 
of action and the exhaust allowed to escape unchecked. 
When condensing engines are employed, the feed- 
water heater is still available, and is placed in a bye- 
pass or shunt, so that only a portion of the steam passes 
through it on its way to the condenser. It is a good 
thing to heat the water with exhaust steam even when 
an economiser is used, as an economiser works better 
with warm water than with cold, and is not then so 
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liable to condense the moist vapours in the gases ; such 
moisture invariably absorbs sulphurous acid from the 
gases, and corrodes the iron pipes. Warming the water 
first wiU almost entirely prevent this. 

Scale in heaters is of course prevented by softening 
the feed water, and the efl&ciency of the heaters is 
thereby increased. But when hard water is used, the 
heavy scale and deposit is so certain to occur that some 
heater makers, unable to stop it, try to claim it as a 
merit, and call their machines ** feed-water heaters and 
purifiers." This is impudently misleading. Boiler 
makers might as well claim that their boilers are 
purifiers because they scale up. 

The inconveniences attendant on tubular feed- 
water heaters are intensified when the boilers are them- 
selves of the tubular type. They are of two kinds, the 
multitubular or locomotive boiler, in which the furnace 
gases pass through small tubes placed horizontally in 
the boiler, while the water circulates round them ; and 
the tubulous or water-tube boiler, in which the water is 
contained in the tubes, while the furnace gases pass 
around and between them. Both types are very rapid 
and economical steamers, comparing very favourably in 
these respects with, the Lancashire type, but they have 
some disadvantages peculiar to themselves. They hold 
only half as much water as Lancashire boilers of the 
ame evaporative power. This is not of itself any 
disadvantage, and is frequently the reverse, but the 
soluble salts in the water become concentrated much 
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faster, and the water needs changing oftener. As there 
is much more surface for the fires to heat, so there is 
also more for scale to form upon. In the locomotive 
boiler the scale is formed on the outside of the tubes, 
and can therefore crack and fall down, which is an 
advantage, but if the pieces of scale are large and the 
space between the tubes small, the scale will lodge 
across and gradually fill up the spaces altogether. Of 
course this never happens upon railways, where the 
boilers are washed out very often — ^in fact, every day in 
many cases — but stationary multitubular boilers are 
very apt to choke up in this way ; the water is then 
unable to circulate in the boilers, which rapidly decrease 
in efficiency, while the tubes thus put out of action are 
very liable to burn through. 

Water-tube boilers are differently affected. The 
scale forms on the inside of the tubes. If very soft and 
loose the tremendously rapid circulation of the water 
may carry it away, and it may ultimately settle down in 
the mud drum and be blown out. But what once sticks 
to the tubes cannot move again ; the scale may indeed 
crack, but being on the inside and not in a vertical 
position it cannot possibly fall. It must therefore 
accumulate, not only on the heating surface but chiefly 
on the hottest (i.e. the under) portion of it. And as 
hard scale cannot be removed from the inside of the 
tubes except by boring it out, it must at any cost be 
kept soft. Boiler composition makers reap a golden 
harvest from water-tube boilers. 

E 2 
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The dangers connected with steam boilers have 
caused the development of a 'new branch of the insur- 
ance business. There are now several insurance 
companies which, for fixed and reasonable premiums, 
undertake the periodical inspection of boilers, examine 
and test them, as well as engines, at regular intervals, 
and insure the owners against collapse and explosion. 
As owners are personally responsible under several Acts, 
for the reasonably safe condition of their boilers, and are 
liable for damages resulting from a contrary condition, 
the most thoughtful of them naturally prefer to pay to 
have their responsibility and risk of loss shifted on to 
the shoulders of experts who devote their time to the 
prevention of such accidents. 

The oldest, and we believe the largest, of these com- 
panies has now over 30,000 boilers under its supervision, 
in addition to a large number of engines, which it also 
inspects and insures against breakdown. As its methods 
and rules are also adopted by the other companies, so 
far as the extent of their business and organisation 
allow, it will be useful for steam users to know what 
the company undertakes and what means it adopts to 
carry out its undertakings. 

The policies cover the holders against the following 
risks : — 

1. Explosion of boiler or collapse of flues or tubes. 

2. Damage to surrounding property of whatever 
description, arising from explosion of boiler or collapse 
of flue. 
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3. Claims for personal injuries resulting from the 
above causes. 

4. Where a thorough examination of a boiler can be 
made at least once a year, the owner's pecuniary 
responsibility under the Boiler Explosions Act, 1882, is 
also covered. 

No arbitrary conditions are imposed, and the rates 
are exceedingly moderate. Each insured boiler is 
examined at intervals of three or four months, one 
examination every year being entire and thorough. 
Eesident inspectors are stationed in the principal 
centres of industry in the kingdom, enabling them to 
inspect in any town at a minimum cost. Each 
inspector has a certain number of boilers for inspec- 
tion, and receives a special bonus at the end of the 
year if there has been no accident with any boiler 
under his supervision, thus inducing thoroughness of 
examination. 

In the case of engines the inspection takes place 
regularly, and diagrams are taken at intervals of three 
or four months, while a thorough examination of the 
bearings and working parts is also made once a year. 
The insurance covers all damage to the engine in the 
shape of actual breakage or partial fracture of any of 
the principal parts, if such breakage or partial fracture 
is so serious as to necessitate the stoppage of the 
engine. Inspection of engines without insurance is 
also undertaken ; this of course forms a great protec- 
tion for owners. 



Digitized by VjOOQ IC 



54 Water Purification. 

Apart from the purely monetary aspect of insur- 
ance, it cannot be too strongly urged that careful 
periodical and efficient inspection is the only reliable 
means of preventing accidents, and this is exactly what 
the system of boiler insurance supplies. It is a much 
more perfect system than life insurance ; to do 
equivalent work, the life assurance companies would 
have to keep a large staff of doctors* who would 
periodically visit the insured, examine them, and advise 
as to their exercise, diet, sanitary arrangements and 
other details. At present life insurance companies 
do not do this. By and bye it is quite likely that 
they may. 

It must here be mentioned that there are two or 
three slight difficulties attaching, in particular cases, to 
softening feed water for boilers. They are chiefly con- 
nected with the use of soda. In locomotive boilers the 
amount of soda used must be very limited, so that the 
water shall not be appreciably alkaline, as strongly 
alkaline water foams a good deal and will make wet 
steam. This is also the case with water-tube boilers, 
but to a much slighter extent. With Lancashire boilers 
the difficulty practically ceases to exist. If the water 
in the boilers is strongly alkaline with carbonate of soda, 
the brass or gun-metal fittings will be slightly attacked 
and corroded. With an excess of caustic soda, which 
is rare, this occurs to a smaller extent. Gauge cocks 
and other boiler fittings should not be packed with 
asbestos where the water is alkaline, as soda dissolves 
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asbestos. Steam pipes also should have copper joints, 
not asbestos. The copper is in any case the better 
joint, and where there is any priming or wet steam from 
alkaline water it should invariably be adopted. 

But 8oda in a boiler cannot attack or corrode 
the iron itself. 
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CHAPTEK III. 

WATER FOR MANUFACTURING AND TECHNICAL 
PROCESSES. 

Washing fabrics. — When soap is used with hard 
water, a large proportion of it is destroyed by the lime 
and magnesia contained in the water, which combine 
with the fatty portion of the soap and form a greasy, 
insoluble and useless curd. The lime salts in a thousand 
gallons of water will destroy 1*7 lbs. of the best hard 
soap for each degree of hardness of the water, and this 
is all clear waste, as it is in addition to the dissolved 
(but not destroyed) soap that the washing process 
actually requires. In addition to this loss, the insoluble 
curded soap remains in the water until it comes in 
contact with the fabric that is being washed, when it 
naturally sticks to or in the fabric, and owing to its 
greasy nature cannot be removed from it by rinsing 
even with hot water. Einsing with cold, hard water 
may even increase the damage, as part of the good soap 
still contained in the fabric will become curded by the 
hard water and remain there. 

Some idea of the loss occasioned by the employ- 
ment of hard water will be gained from the fact that 
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London water requires on an average 20 lbs. more soap 
per thousand gallons than the soft water supplied to 
Bradford, Manchester or Glasgow. At 2d. a pound, this 
amounts to a loss of 35. 4d. per thousand gallons, or 
about five times the price of the water itself. 

To save some of this waste, the water is frequently 
partially softened by means of washing soda (carbonate 
of soda), which is added to the hard water by rule of 
thumb, and in quantities that are sometimes insuflficient 
and sometimes too great, in the latter case making the 
water harmfully alkaline. If such water is used for 
cleaning woollens the results are serious.- Now in any 
case the usefulness of carbonate of soda is limited. 
Firstly, it does not precipitate carbonate of lime from 
water unless it is added in very large excess. Secondly, 
when used to remove sulphate of lime, the water must 
be boiling, or precipitation will not take place. In fact 
whenever carbonate of soda is used, boiling is absolutely 
necessary, and really does most of the work. Thirdly, 
the precipitate still remains suspended in the water and 
never settles out at all. 

Lime will do more good work in cold water than 
soda will do even in hot water, and at a cost so far 
below that of soda as to be merely nominal. One pound 
of lime will soften more water than 4J lbs. of soda 
crystals, and at a twentieth of the cost. Yet even soda 
is cheap compared with soap. 

Soda is detrimental to fine linen fabrics, such 
as shirts, collars, lace and fine dresses, and cleaners 
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therefore frequently wash such things with hard water, 
which must of course be softened with soap. A large 
proportion of this is precipitated as a greasy curd, which 
gets into the fabrics and cannot be removed by rinsing, 
but remains, and is in due course treated with the hot 
iron, giving a disagreeable dirty colour or spottiness. 
Laundry owners are aware that their success depends 
very greatly on the satisfactory colour and appearance 
of their starched and ironed work, even when it forms 
only a small portion of the entire wash ; the use of soft 
water for these goods becomes therefore much more 
important than at first appears. 

The soap destroyed by waters of various hardness is 
approximately as follows : — 



Hardneea. 


Soap per 1000 gaUoDS. 


Cost of soap at 2d. 
per lb. 


degrees. 
5 


lbs. 
«-5 


«. d. 
1 5 


10 


170 


2 10 


15 


25-5 


4 3 


20 


340 


5 8 


25 


42-5 


7 1 



For washing cloth the importance of soft water is 
very great. The washing processes between weaving 
and dyeing have to be very thorough and prolonged, 
and the time occupied is much shorter when soft water 
is used, while there is a considerable difference in the 
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feel of the cloth afterwards. The cloth washed and 
rinsed in soft water is soft and smooth to the touch, 
and takes the dye well and evenly, while that treated 
with hard water is harsher, and the grease remaining in 
it from the soap prevents the dye from being properly 
absorbed. It is not for 'nothing that the woollen 
industries are concentrating in the soft water districts. 

Goods prepared for dyeing should be scoured with 
soft water during at least all operations involving the 
use of soap. The precipitated earthy soaps adhere so 
tenaciously to the fibre that they cannot be removed by 
ordinary processes. In the scouring of wool or of silk 
they render the fibre more or less impermeable to the 
dye, so that neither mordant nor colouring matter can 
be afterwards properly fixed thereupon, and irregular 
development of colour results. 

In the actual dyeing processes, hard water has 
frequently the effect of dulling the colours obtained 
from many colouring matters, both during the dyeing 
and in the subsequent washing. Professor Hummel, in 
pointing out the effects of various impurities in water, 
says *: — " In some cases earthy soaps may act injuri- 
ously by playing the role of mordants. Water rich 
in earthy bicarbonates is not suitable for the solution 
of many of the coal-tar colours, such as methyl violet, 
&c. A portion of the colour base is precipitated as a 
tarry mass, and goods dyed in such solutions are apt to 

• ' Dyeing Textile Fabrics,' by J. J. Hummel, F.C.S. 
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be spotted. Ferruginous impurities are also very ob- 
jectionable in dyeing operations. The iron being 
usually present as bicarbonate, acts upon soap solutions 
after the manner of the analogous calcium and mag- 
nesium compounds, and similar, or even worse results 
ensue. In wool-scouring, cotton bleaching, and other 
operations where alkaline carbonates are used, ferric 
oxide is precipitated upon the fibre. With such goods 
it would be impossible to dye bright colours subse- 
quently. Bleached fabrics acquire an unpleasant 
yellowish tinge, and are rendered quite unsaleable. 

" Water containing alkaline carbonates is frequently 
met with. Such water is by no means detrimental to 
wool scouring, but for purposes of mordanting, dyeing, 
and washing off dyed goods, it is, if possible, more 
injurious than the water containing earthy carbonates. 
It must for such operations be carefully neutralised 
with sulphuric or acetic acid." 

Cases are instanced, however, where hard water is 
positively advantageous in dyeing operations. The 
matter is too complex to let any hard and fast rules be 
laid down ; each case must be determined by experts, 
and the treatment of the water must be based upon an 
intimate knowledge of the process and of the dye- 
stuffs used. In any case it is apparent that a soft pure 
water is the best basis to start from. If lime is required 
for the dyeing bath, it can be added ; if prejudicial, it is 
withheld. 

In tanning and dressing leather, water plays the 
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part of a chemical agent in several operations, and 
where the lime process is employed for nnhairing the 
hides, the effect of impure water is important. Mter the 
skins have been thoroughly soaked in lime water, they 
have absorbed a large quantity of it, and have after- 
wards to be steeped and washed thoroughly in fresh 
water in order to remove the lime. Now if the fresh 
water contain bicarbonates of any kind, or carbonic 
acid, it will, instead of removing the lime, precipitate it 
in the pores of the skin, and the skin will be thoroughly 
permeated with carbonate of lime, which will remain in 
the pores. And if the orifices of the pores be stopped 
up with this carbonate of lime, the elimination of the 
lime stOl remaining in the caustic state in the inter- 
stices of the tissue is impossible until plunged in the 
tanning solution, when both chalk and lime combine 
with (and consequently destroy or waste) the tannin, 
forming tannate of lime. This must itself be removed 
from the hide, to allow more tannin to gain access to 
the hide, and the result is that more tannin is needed, 
and a much longer time. 

In the preparation of the tanning solution, the 
carbonate of lime in the water and in the skins, and 
also the caustic lime in the skins, have the effect of 
neutralising the tannic and gallic acids of the bark, and 
forming an insoluble and useless tannate of lime. This 
is all waste, and as it remains in or adheres to the gela- 
tine, it affects the power of taking dyestufifs afterwards. 

Many experiments have been made with the view 
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of ascertaining the dififerent effects of hard and soft 
waters during the process of plumping. The results 
are not so concordant or so conclusive as to enable 
them to be relied on. But of course if the " plumping " 
water contains bi-carbonates, chalk will be precipitated 
in the skins at the commencement of the liming 
process as well as afterwards when rinsing. This 
effect is avoided in the mors recent method of un- 
hairing by means of soda, but the cost is much higher 
than that of the lime process. 

For paper making clear water is required, but its 
hardness is of less importance provided there is no 
appreciable quantity of iron. Iron, however, will cause 
discolouration of the paper. It can be easily precipi- 
tated and removed by means of lime. 

Distilling is to some extent affected by the water. 
The fermentation proceeds more rapidly and completely 
with soft water than with hard. When the water is 
drawn from a stream it usually contains organic im- 
purities, and although the spirit may be in nowise 
injured by them, still they are found to so greatly 
prevent formation of alcohol that the quantity obtainable 
from the same weight of grain is much less than when 
purer water is employed. Condensers become coated 
with deposit from hard chalky water, with the result in 
some ' cases that, owing to sluggishness in cooling, the 
specific gravity of the condensed liquor is dififerent from 
^ what it should be, and may injuriously affect the quality 
of the spirit. 
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CHAPTEE IV. 

THE CHEMISTRY OF WATER SOFTENING. 

The successful methods of softening water may be 
shortly described as — 

1. The lime process (called the Clark process). 

2. The soda process. 

3. The combined lime and soda process. 

The lime process, invented fifty years ago by 
Dr. Clark, is applicable to waters containing bicarbonate 
of lime and bicarbonate of magnesia, and consists in 
adding to such water a definite proportion of hydrate of 
lime (usually in solution as lime water), which com- 
bining with the carbonic acid present (either free or 
combined as bicarbonate) in the hard water, is pre- 
cipitated in the form of the insoluble mono-carbonate 
of lime, while the soluble bi-carbonates of lime and 
magnesia, having thus lost haK their carbonic acid, are 
reduced to the insoluble mono-carbonates and are also 
precipitated. The chemical reaction is as follows : — 

(a) CaO, 2(C0a) + CaH^Oa = 2(CaO, CO^) + H2O. 
(h) MgO,2(C02) + CaHaOa = MgO, CO^ + CaO,C02 
+ H2O. 

There is reason to suppose that in the case of carbonate 
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of magnesia the action is sometimes pushed further, 
thus — 

(c) MgO, 2(C02) + 2(CaH202 = MgH^Oa 
+ 2(CaO,G02) + H2O. 

As the hydrate of magnesia is insoluble, the useful 
effect of (c) is the same as that of (6), but it evidently 
allows' of a little latitude in the quantity of reagent 
added, without materially altering the results. 

The lime process does not remove the sulphate of 
lime or affect it in any way. It does decompose 
sulphate of magnesia, precipitating the insoluble 
hydrated oxide of magnesia, but it leaves an equivalent 
quantity of sulphate of lime in its place, so that the 
water is thereby unimproved, or even deteriorated, 
inasmuch as sulphate of lime is in nearly all cases more 
objectionable and harmful than the sulphate of magnesia. 
The reaction is — 

MgS04 + CaHaOa = MgHaOa + CaSO^. 

There are one or two technical processes, chiefly 
dealing with brine or sea water, in which the removal 
of the magnesian salts is usefully effected by means of 
lime, and the lime salts are separately removed by sub- 
sequent treatment. These processes do not, however, 
fairly come within the scope of this book : their object 
is not really the purification of the water but of the 
salt. In the purification of water the employment of 
the lime process is limited to the removal of bi- 
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carbonates in cases where there is no important quan- 
tity of sulphate of lime or sulphate of magnesia. These 
latter must be treated with soda. 

The soda process is a variable one, the carbonate 
of soda and the hydrate of soda (caustic soda) being 
employed either singly or together. Carbonate of soda 
added to water containing sulphate of lime or sulphate 
of magnesia, with little or no carbonic acid or bi- 
carbonates, reacts upon the sulphates and decomposes 
them, forming carbonate of lime or of magnesia, which 
being insoluble is precipitated, while the neutral and 
inert sulphate of soda remains in solution. The re- 
actions are — 

* (a) CaSO^ + NaaCOa = CaCOa + Na2S04 ; 
(6) MgS04 + NaaCOa = MgCOa + Na^SOi. 

The reaction is sluggish, more especially in the case 
of magnesia, and requires the aid of heat to complete it 
quickly; this is not generally available, and to this 
extent carbonate of soda falls short of satisfaction. 
The presence of free carbonic acid or of bicarbonates 
also interferes with the desired reaction, thus — 

CaS04 + CO2 + NaaCOa = CaO,2(C02) + ^2804. 

Instead of carbonate of lime, bi-carbonate is formed, 
and remains in solution. If the water be heated, the 
extra atom of carbonic acid is driven off, and the mono- 
carbonate of lime is precipitated. 

Caustic soda is more energetic than carbonate of 

F 
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soda, and frequently produces sufi&ciently good results 
without heat. It is usually assumed that as soon as it 
enters water containing carbonic acid. or bicarbonates 
(and water which contains bicarbonates always contains 
some free carbonic acid) it absorbs carbonic acid, 
becoming carbonate of soda, and then reacts upon the 
sulphate of lime or magnesia, as explained above. 
Further on we give reasons for believing that this 
assumption is not altogether correct. It is true that 
unless carbonic acid be present caustic soda is of no 
use for rembving lime salts, because the hydrate of lime 
is freely soluble, but it is otherwise as regards the salts 
of magnesia, of which the hydrate is insoluble. Caustic 
soda (hydrated oxide of sodium) reacts upon sulphate of 
magnesia, precipitating hydrated oxide of magnesia, and 
leaving sulphate of soda in solution. We believe it 
reacts upon sulphate of lime in the same way, pro- 
ducing the soluble hydrate of lime, which then combines 
with the carbonic acid in the water and is precipitated 
as carbonate of lime, thus — 

(1) CaS04 + CO2 + 2NaH0 = CaHaOa + CO2 

+ NaaSO* ; 

(2) CaHaOa + CO2 = CaO, CO2 + H^O ; 

or putting it shortly, looking only at results— 

CaSO^ + CO2 + 2NaH0 = CaCOa + H2O + ^^'i^O^. 

Any bicarbonate of lime or of magnesia which has 
thus been deprived of half its carbonic acid will of 

Digitized by VjOOQ IC 



The Chemistry of Water Softening, 67 

course also be precipitated as carbonate, so that the 
caustic soda is capable of double softening action, 
thus — 

CaO, 2(C0a) + CaS04 + 2NaH0 = 2CaC03 
+ NaaSO^ + H2O. 

But if carbonic acid be present in excess, bicarbonate 
of lime will remain in solution. This consideration 
leads directly to the third process. 

The combined lime and soda process is em- 
ployed when the hard water contains sulphdltes of lime 
and magnesia, and also carbonic acid or bicarbonates in 
such proportion as to prevent the proper quantity of 
soda from having its complete softening effect. The 
method is to add as much soda as will effect the 
decomposition of all the sulphates of lime and magnesia 
present, together with as much lime as will absorb all 
the carbonic acid not withdrawn by the soda reactions. 
Thus— 

{a) CaO, 2(C02) + CO2 + CaS04 + CaHaOj 
+ 2NaH0= SCaCOa + Na^SO^ + 2H2O. 
(6) 2[CaO, 2(C02)] + CaSO^ + CaHaOa + 2 NaHO 

= 4 CaCOa + NaaSO^ + 2H2O. 
(c) CaO, 2(C02) + CO2 + MgS04 + 2CaH202 
+ 2NaH0 = SCaCOa + MgH^Oa + NaaSO* + 2H2O. 

These reactions may be multiplied almost indefinitely 
according to the proportions of salts and acids in the 
water, but practically there is no difficulty presented, 

F 2 
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the proportions and quantities of lime and soda being 
varied accordingly. This process is therefore adapted 
to almost all waters which are not satisfactorily 
treated with lime or with soda alone. In the above 
formulae we have shown only hydrate of lime and 
hydrate of soda, but in most cases carbonate of soda 
may be employed instead of the hydrate, the proportion 
of hydrate of lime being increased to correspond. The 
work done is not quite so rapid or so complete, but 
when the quantity of soda required is but small, 
carbonate of soda is generally used because it is easier 
to handle and measure than the hydrate. 

In the foregoing we have referred only to the 
bicarbonates of lime and magnesia, and the sulphates 
of lime and magnesia. The bicarbonate of iron is 
affected in exactly the same way as bicarbonate of 
magnesia, while the chlorides and nitrates of lime 
and magnesia behave like their sulphates. The 
characteristics and properties of the various oxides and 
salts of lime and magnesia may here be separately 
considered. 

LIME (Quicklime, Oxide of Galcium^ CaO). 

Quicklime is prepared by heating carbonate of 
lime (marble, limestone or chalk) in actual contact 
with flame, so as to drive off the carbonic acid with 
which the lime is combined. That made from marble is 
purest, but is too expensive for any but laboratory use. 
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The purest commercial lime is made from limestone, 
and is called " stone lime." It contains a much smaller 
percentage of flint, stone and burnt clay than that 
made from chalk, which is also called " grey lime " or 
** shell lime." The best stone lime contains sometimes 
only one-half per cent of stones, and seldom more than 
5 per cent, while the poorest kinds of grey lime may 
sometimes contain as much as 50 per cent of 
impurities. 

Quicklime absorbs or combines with water in the 
proportion of three parts of lime to one part of water, 
by weight, becoming what is called " slaked lime " or 
" hydrate of lime," the absorption being accompanied 
by considerable heat, while the lumps of lime at the 
same time crumble to a fine powder. The powder is 
finer if a much larger quantity of water has been used 
than the lime is capable of absorbing, but the opera- 
tion is much slower. Lime slakes slowly under 
water, because the water takes up the heat generated 
during the operation and so cools the lime. The fine 
powder tends to become coarser and granular if left for 
some time with an excess of water, and as it then 
settles more rapidly after stirring, lime should be well 
slaked before being used for making lime water. 

The bulk of fully slaked "fat" or pure lime, in 
powder, is about two and a half times that of the 
original lime. Poorer lime does not swell so much nor 
form so fine a powder. 

Quicklime will become slaked by absorbing mois- 
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ture from the air. Lime so slaked absorbs carbonic acid 
at the same time as water, and when fully slaked may 
contain as large a proportion as 57 per cent, of carbo- 
nate of lime, and only 43 per cent, of hydrate of lime. 
Such a mixture is almost useless for making lime water. 
Lime^ or rather the hydrate, is sparingly but 
definitely soluble in water. It is less soluble in hot 
water than in cold, so that a cold saturated solution will 
throw down a precipitate when heated. The solubility 
at various temperatures is as follows, in grains per 
gallon — 

32° F 80 quicklime = 106 hydrate of lime 

60° F 70 „ =92-8 

210° F 40-5 ^ =53-6 „ „ 

Lime does not dissolve rapidly, and in preparing a 
saturated solution a large excess of lime must be used, 
the surplus being allowed to settle before the lime 
water is- drawn ofiF. 

The strength of lime water is tested by means of 
a standard solution of acid. Lime water is distinctly 
alkaline, turning red litmus to blue, methyl orange to 
lemon yellow, turmeric (yellow) to reddish brown, and 
phenolphthalein (colourless) to purple pink. The 
strength may also be tested, but much less exactly, by the 
soap test. Both tests are explained in another chapter. 

Slaked lime gradually absorbs carbonic acid from 
the atmosphere, becoming carbonate of lime, which is 
chemically the same as chalk. Lime water does the 
same, but more rapidly, and the chalk being insoluble. 
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the precipitate, which is only formed at the surface of 
the water, becomes a solid film on the top, if it be at 
rest, or falls to the bottom if in motion. This power 
of absorbing carbonic acid (CO2) is utilised in the 
softening process. 

Lime is capable of decomposing the acid salts of 
magnesia and iron, as well as of other metals which 
need not be specifically referred to here. This property 
is of importance when dealing with waters containing 
sulphate of magnesia and chloride of magnesium as well 
as carbonates. 

Milk of lime is sometimes, though rarely, used in 
softening, but it is simply a mixture of lime and water, 
of no definite, strength, varying from minute to minute 
or even from second to second. Milk of lime does not 
admit of that accuracy of proportion which is so easy 
to obtain with lime water, and therefore only the latter 
can be used in softening water by any continuous 
process. In dealing, however, with very foul waste 
waters, such as those from tanneries, dye works, and 
acid eflluents, the proportion of lime required is 
frequently too great to allow of mere solution, and 
milk of lime is then employed. 



CARBONATE OF LIME (Chalk, Marble, 
CaCOa). 

Carbonate of lime consists of 56 parts by weight of 
lime combined with 44 parts of carbonic acid. It is 
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only slightly soluble in pure water. Authorities are 
not agreed as to its exact degree of solubility, but it 
may be stated briefly that a solution made by slaking 
for a considerable time a large excess of finely powdered 
chalk in pure water (free from CO2) will contain up to 
two grains per gallon and no more ; while a solution 
made from a stronger solution of bicarbonate of lime, 
the excess being precipitated by means of heat or lime, 
will contain three grains or more per gallon. If either 
solution be raised to a temperature of 300° F., it will 
deposit practically the whole of the carbonate of 
lime. 

Carbonate of lime is rather more soluble in 
a cold solution containing even a small quantity of 
chloride of sodium, and the presence of this salt 
occasionally prevents total softening unless heat be 
used. The same effect is noticed if some other im- 
purities are present, but the effect is strongest 
when the water contains an appreciable amount of 
vegetable matter. 

Carbonate of lime dissolves much more freely in 
water containing carbonic acid, and as most natural 
waters, including rain water, contain carbonic acid, it 
follows that if they percolate through, or remain in a 
layer or bed of chalk or limestone, they will dissolve 
some of it, the amount varying chiefly according to the 
quantity of carbonic acid present in the water. This 
may be considerable, as carbonic acid is more soluble in 
water than any other common gas, with the exception 
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of sulphuretted hydrogen. The relative solubilities at 

60° F., are- 
Hydrogen 1*9 

Oxygen 2*9 

Nitrogen 1*5 

Air 1-8 

Carbonic oxide 2*4 

Carbonic acid 100*0 

It is believed and even treated as a known fact that the 
carbonic acid (CO2) combines with the chalk (CaCOa) 
to form a definite compound [CaO, 2 (CO2)], which is 
called bicarbonate of lime. This compound, although 
its existence has been demonstrated almost to absolute 
proof, is so unstable that it has never been separated or 
obtained in a solid state. If the solution be heated 
above 170° F., the bicarbonate of lime is gradually de- 
composed, one-half of the carbonic acid being driven 
off ; the same thing occurs to a less degree on prolonged 
exposure to the air. If hydrate of lime or solution of 
lime be added to the cold solution of bicarbonate of 
lime, the latter readily parts with one-half of its carbonic 
acid, which combines with the lime, forming carbonate 
of lime. Now the carbonate of lime left by the decom- 
position of the bicarbonates is insoluble, as is also that 
formed by the recombination of the carbonic acid with 
the Ume, and hoik are precipitated, with the exception of 
about three grains per gallon, the quantity which water 
will keep in solution. To carry out the reaction 
thoroughly, sufficient lime must be used to combine 
not only with the carbonic acid in combination as 
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bicarbonate, but also with the small quantity of unconi- 
bined or "free" carbonic acid which such waters 
invariably contain. 

Carbonate of lime may also be precipitated by 
absorbing the extra carbonic acid with caustic soda 
(forming carbonate of soda, which is soluble and may 
be utilised for further reactions as explained further 
on), or with caustic baryta (forming the insoluble car- 
bonate of baryta), or with caustic potash (forming the 
soluble carbonate of potash which can be further utilised), 
or with oxide of magnesium (itself insoluble and form- 
ing an insoluble carbonate of magnesia). All these four 
methods have been tried by various experimenters, but 
that with caustic soda is the only useful one. Caustic 
potash is good but too expensive; caustic baryta is 
unreliable, expensive and poisonous ; oxide of mag- 
nesium is very expensive and gives very poor results. 
The caustic soda process is practical, and often used 
with great success if sulphate of lime or magnesia be 
present. 

There is a physical, although not a chemical dif- 
ference between the carbonate of lime precipitated cold 
and that precipitated hot, the latter being in larger and 
heavier crystals which settle rapidly if the water be at 
rest. 

The insolubility of carbonate of lime is still 
further utilised in water softening, as the sulphate of 
lime and the chloride of calcium, which cannot them- 
selves be precipitated, may be decomposed by alkaline 
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carbonates, carbonate of lime being formed and pre- 
cipitated. 

It is the practice in some localities to clarify dirty 
water by adding sulphate of alumina either in the 
shape of commercial sulphate of alumina [Al2(S04)3, 
18 Aq], containing about 15 per cent, of alumina, or as 
ordinary alum [Al2(S04)3, K2SO4, 24 Aq], containing 
less than eleven per cent, of alumina. As the efl&ciency 
of the reagent depends upon the percentage of alumina 
it contains, it is evident that the commercial sulphate 
of alumina is preferable, being not only much cheaper 
per ton, but also much more efficient weight for weight. 
The reaction which takes place is this : — The sulphuric 
acid (SO3) combined with the alumina displaces the 
carbonic acid of the carbonate of lime dissolved in the 
water, leaving sulphate of lime in solution (which of 
course will scale boilers heavily), the alumina being 
precipitated as hydrate of alumina in flocculent gluey 
masses which stick to or envelope the particles of dirt 
or organic matter in the water, and on settling drag 
them down altogether, leaving the water clear. This 
reaction can only take place when the water contains an 
alkali to combine with the sulphuric acid, and so release 
and precipitate the alumina. Carbonate of lime and 
carbonate of magnesia being alkalies will effect this 
decomposition, but sulphate of lime and sulphate of 
magnesia will not. When the water does not naturally 
contain any alkali, the alumina must be precipitated by 
the addition of caustic soda or carbonate of soda, and 
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this is the better method to adopt in any case when the 
water is used for boilers or washing, as it prevents the 
formation of the objectionable sulphate of lime. In 
this case the clarification by alumina may take place at 
the same time as the softening process, and in the same 
vessels. It may here be observed that alumina in small 
quantities, such as one or two grains per gallon, will not 
settle rapidly or well unless precipitated carbonate of 
lime or magnesia is also present to give it weight. 

SULPHATE OF LIME (Gypsum, CaSo^). 

Sulphate of lime is sparingly soluble in water, the 
solubility being, like that of sulphate of soda, greatest 
at 95° F. Its solubility at diSerent temperatures is — 

At 32°F 143 graiQs per gaUoDS. 

68^ 168 „ „ 

95° 178 „ 

212° 152 

800° Insoluble. 

It is much more soluble in a cold solution of chloride 
of sodium, its solubility at 65° F. varying with the 
density of the solution as foUows : — 

Spec. gray. .. 1*014 .. 301 grains of Ca8o4 per gal. 

1*084 .. 423 „ „ (maximum) 

1-113 .. 301 „ „ 

The only case in which such densities are obtained is 
that of brine pumped from underground salt deposits. 
Sulphate of lime is insoluble at the temperature 
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of boiler water at 50 lbs. pressure and over, and is pre- 
cipitated in heavy crystals which cohere solidly and 
form a continuous scale of very great hardness. It 
remains where it is formed or first settles, and is not 
disturbed by the convection or circulating currents which 
keep the carbonate precipitate so long in suspension. 

The precipitation of sulphate of lime does not 
complete itself immediately the solution reaches the 
requisite temperature. As in the case of the carbonate 
of lime, it is a very gradual process, and it would even 
appear that continuous heating is not necessary, but 
that the gradual precipitation goes on even after the 
source of heat has been removed and the temperature 
has fallen to that of ordinary air. In an experiment 
made by Professor Storer at Syracuse, N. Y., a quantity 
of brine was heated in a small closed boiler during five 
minutes to 143° C. (289° F.). On allowing the liquor 
to flow out at this temperature it was very cloudy from 
suspended sulphate of lime. One portion of it was then 
filtered while hot, another portion after it had become 
cold, and in both instances the clear filtrate became 
clouded in the course of a few minutes, and at the end 
of twenty-four hours had deposited a large quantity of 
sulphate of lime. 

Precipitated sulphate of lime is gradually re- 
dissolved when the water cools, but this process is 
slower the higher the temperature at which pre- 
cipitation took place. When the deposit is formed at 
300° F. it takes several days before it is redissolved. 
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even if the quantity is small relatively to that of the 
water. 

Sulphate of lime in solution, allowed to remain for 
any length of time in contact with organic matters, 
such as cork, bark or vegetable fibre, is reduced to sul- 
phide of calcium, which in the presence of carbonic 
acid is converted into carbonate of lime, with liberation 
of sulphuretted hydrogen . Samples of water, and 
especially of dirty water, should therefore be analysed 
as soon as possible after they are taken, otherwise they 
may show. a false proportion of carbonates. If a sample 
of dirty water cannot be analysed for several days after 
being taken, it is best to filter it before putting it into 
the bottle. It is true that its character is thus slightly 
altered, but not to anything like the same extent as 
would happen without filtration. It may be taken as 
generally true that any sample which smells of 
sulphuretted hydrogen when uncorked, has suffered de- 
composition while in the sample bottle. If the water 
smells of sulphuretted hydrogen hefore being bottled, a 
note to that effect should always be sent to the analyst. 

To remove sulphate of lime it must be converted 
into carbonate of lime. This is done by means of 
carbonate of soda (NaaCOg), the soda (NaaO) combining 
with the sulphuric acid (SO3) of the sulphate of lime, 
forming sulphate of soda, which is soluble, neutral and 
inert in boilers or with soap, while the CO2 combines 
with the lime and forms a precipitate of carbonate of 
lime. The reaction is as follows : — 
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CaO, SO3 + NaaO, CO2 = CaO, CO2 + NaaO, SO3. 

The carbonate of soda may be added as such to 
the water, but if there be free carbonic acid present the 
carbonate of lime formed (or a corresponding portion of 
it) will become bicarbonate of lime and will not pre- 
cipitate. This may be avoided by adding lime water 
sufficient to absorb the carbonic acid ; or caustic soda 
may be employed, which will itself absorb carbonic acid 
and so become carbonate of soda, enough lime water 
being added to absorb the remaining carbonic acid, if 
any. Caustic soda used thus acts more quickly than 
carbonate of soda, and has a more powerful eSect, 
probably because it really decomposes the sulphate of 
lime, forming sulphate of soda, and liberating hydrate 
of lime to absorb carbonic acid, which it does very 
readily indeed. The first reaction would be — 

CaO,S03 + 2NaH0 + CO2 = CaHaOa 
+ CO2 X ^2804, 

the hydrate of lime and carbonic acid then combining 
thus — 

CaHaOa + CO2 = CaOOa + H2O. 

There are several reasons for supposing that this 
double reaction actually takes place. If caustic soda 
be added to a cold saturated solution of sulphate of 
lime, in the absence of carbonic acid, no precipitation 
takes place, because the hydrate of lime we assume to 
be formed is itself soluble to almost the same equivalent 
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extent as the sulphate, that is to say, a saturated solu- 
tion of hydrate of lime contains as much CaO as a 
saturated solution of sulphate of lime. But if the 
solution be heated to boiling point, there will be a very 
copious precipitation, not of the sulphate, but of the 
hydrate of lime, as at that temperature the hydrate of 
lime is far less soluble. Again, if a strong solution of 
the very soluble chloride of calcium be employed, the 
caustic soda will precipitate hydrate of lime copiously^ 
even when cold. The reaction is quite analogous to that 
with sulphate of magnesia, from a solution of which the 
insoluble hydrate of magnesia is precipitated by caustic 
soda. 

When carbonate of soda only is used, in quantity 
calculated equivalent to that of the sulphate of lime 
present, the reaction will not complete itself in any 
reasonable time without the aid of heat. This fact is 
not easily explicable except in the light of the preced- 
ing paragraph ; it is evident that the carbonate of soda 
cannot turn sulphate of lime into hydrate of lime, and is 
too weak an alkali to force the total exchange of acids 
without assistance of some kind. 



CHLORIDE OF CALCIUM (CaCy. 

This is not the same as the well-known chloride of 
lime or bleaching powder. It is seldom present to any 
important extent in natural waters. Its removal is 
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effected in exactly the same manner as that of sulphate 
of lime, the reaction being commonly given as 

CaCla + NaaCOs = CaCOg + 2 NaCl. 

Its physical properties are, however, entirely different. 
It is so soluble that 1 lb. of water at ordinary tempera- 
ture will dissolve 4 lbs. of chloride of calcium, while 
the solubility becomes still greater with rise of tem- 
perature. It is therefore evident that its presence in a 
boiler will not cause incrustation or deposit. It has, 
however, one objectionable property, namely, that when 
concentrated at a high temperature it has a tendency to 
be decomposed by contact with metal, as in the case of 
iron, the latter combining with the chlorine and thus 
dissolving away. This is not more than a tendency 
under peculiar circumstances which can very seldom 
occur, and even the tendency has been denied. The 
only property of chloride of calcium which need concern 
us is that of decomposing sulphate of magnesia when 
heated in solution with it. The two substances, harm- 
less when separate, recombine into two most objection- 
able new salts, namely, the sxdphate of lime, which 
causes hard scale, and the chloride of magnesium, which 
decomposes and corrodes the boiler plates. The question 
is one of importance when sea water is concerned, and 
is referred to later under that head. 



Digitized by VjOOQ IC 



82 Water Purification. 



NITRATE OF LIME (CaNOe). 

Nitrate of lime rarely occurs, and is even then of no 
consequence except in presence of sulphate of soda or 
sulphate of magnesia, when exchange of acids takes 
place, with precipitation (in boilers) of sulphate of lime. 
Nitrate of lime is very soluble indeed, and causes no 
scale or corrosion. It is decomposed and precipitated 
as carbonate of lime by means of carbonate of soda, in 
exactly the same manner as the sulphate and chloride 



CARBONATE OF MAGNESIA (MgCOs) 
Magnesite. 

Also found as basic carbonate or subcarbonate of 
magnesia (magnesia alba [3(MgC03), MgH202 + 3 Aq), 
but this form is seldom, if ever, found in natural 
waters, and in this work it is assumed that we have 
only to deal with the ordinary carbonate. 

Carbonate of magnesia behaves in exactly the 
same manner as lime, and is soluble or insoluble to 
practically the same extent. Their properties are so 
parallel at all temperatures that the preceding remarks 
regarding the carbonate of lime may be applied equally 
to carbonate of magnesia. It is worthy of notice, how- 
ever, that while a gallon of water will hold dissolved 
(in absence of carbonic acid) three grains of carbonate of 
lime or three grains of carbonate of magnesia, it will 
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not, under ordinary conditions, hold simultaneously 
three grains of each. Water treats them as identical. 
This is perhaps because the crystals of the two sub- 
stances are identical in shape and solubly equivalent. 

The salts of magnesia are not generally turned into 
carbonate of magnesia in the softening process, but into 
the hydrated oxide. This hydrate, unlike that of lime, 
is even less soluble than the carbonate. In boilers 
there is frequently, or even generally, a certain quantity 
of oxide of magnesia in the scale, although none was 
contained in the water. This is because the carbonate 
of magnesia is decomposed and the carbonic acid driven 
off at high temperatures, such as those to which plates 
and scale are subjected, without actual contact with the 
flame, therein differing from carbonate of lime. 

SULPHATE OF MAGNESIA (Epsom Salts, 
MgS04). 

Sulphate of magnesia is very soluble in water, 10 lbs. 
of cold water dissolving 3 lbs. of it. Its solubility is 
also much increased by rise of temperature, and it is 
not liable by itself to cause any scale or deposit in 
boilers, although further on it will be shown that it has 
some action in this direction when in company with 
certain other substances. Nor is it corrosive or de- 
structive to boiler plates, so that by itself it has prac- 
tically no effect in a boiler. It does not even cause 
priming to any appreciable extent ; but it very much 
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hinders the removal of lime salts, and may thereby 
make itself exceedingly objectionable. This has already 
been mentioned when speaking of quicklime, where it 
was stated that its presence impedes the application of 
the lime (or Clark's) softening process pure and simple, 
by reason of the formation of sulphate of lime. An 
example will make this point clearer. Let us take a 
water containing of 

Carbonate of lime .. .. 10 grains per gallon. 
Sulphate of magnesia ..10 „ „ 

The hardness, as indicated by the soap test, will be 
about 18 degrees, but its scale-forming power in a boiler 
will only be 10 grains per gallon, due to carbonate of 
lime. If the water be treated with lime, to remove the 
carbonate of lime, we may get rid of seven grains of 
carbonate of lime, while the sulphate of magnesia will 
be decomposed, magnesia hydrate will be precipitated, 
and sulphate of lime to an equivalent extent will remain 
in solution. * The water will then contain 

Carbonate of lime . . . . 3 grains per gaUon. 
Salphate of lime .. .. 11 „ „ 

The hardness will be about 11 degrees by the soap test, 
but the scale-forming power will be 14 grains per gallon, 
as against 10 grains before treatment, while the resultant 
scale will be much harder than that made by the 
untreated water. 

In such a case as the preceding, soda must be used 
to decompose' the sulphate of magnesia. The decompo- 
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sition of sulphate of magnesia by carbonate' of soda is 
different from that of sulphate of lime. When treated 
cold, the precipitate is a mixture of carbonate of mag- 
nesia, hydrated oxide of magnesia, and water, having the 
composition 

4(MgC03),MgH203 + 9Aq. 

When the solution is boiled, the greater part of the 
water is driven out, and some of the carbonic acid, and 
the precipitate becomes 3(MgC03), MgHjOa + 3 Aq. 
The second kind of precipitate is less soluble than that 
first described, which explains the superior results ob- 
tained by treating magnesian waters hot. Caustic soda 
is a better precipitant than the carbonate of soda, as it 
produces the highly insoluble hydrate of magnesia ; this 
is generally mixed, when treated cold, with some of the 
more soluble carbonate and hydrate mixed precipitate 
first described, owing to the presence of carbonic acid 
in the water ; but if the water is treated boiling, the 
precipitate is nearly pure hydrate. Instead of using 
caustic soda, carbonate of soda may be used with the 
addition of sufl&cient lime water to combine not only 
with the carbonic acid in the water, but also with that 
in the carbonate of soda, which is thus partially 
caustified, but this method is inferior to the caustic soda 
process, and rarely gives such good results. 

Under extreme pressures, such as may soon be ex- 
pected in steam boilers of the tub.ular types, a fresh 
complication may be looked for. Carbonate of lime 
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and sulph&te of magnesia at a temperature of 200° C. or 
392° F. (225 lbs. steam pressure) react upon each other, 
carbonate of magnesia and sulphate of lime being formed, 
giving a double precipitate. 

Sulphate of magnesia in solution may be decom- 
posed by chloride of sodium, but only at low tempera- 
tures. The fact needs no further comment. The solid 
salts decompose at a red heat, liberating hydrochloric 
acid. It is not absolutely impossible for this to occur 
in a boiler. We have seen hard scale a foot thick 
composed of about 50 per cent, sulphate of lime, 40 per 
cent, chloride of sodium and 10 per cent, sulphate of 
magnesia. This form of scale was due partly to con- 
centration, and partly to lack of circulation, owing to 
want of heat at the bottom of the boiler, where the 
scale lay. 

CHLORIDE OF MAGNESIUM (MgCls). 

Chloride of magnesium is removed from water in the 
same way as the sulphate of magnesia, and by the same 
reagents, chloride of sodium remaining in solution, and 
magnesia being precipitated either as hydrate or as 
carbonate, according to the form of soda employed, 
caustic soda being the best. In solubility it is nearly 
equal to chloride of calcium, 2 lbs. being dissolved by 
1 lb. of cold water. It cannot therefore itself scale 
boilers, but unfortunately it possesses a corrosive power 
such as to render it more prejudicial than any other 
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natural impurity in boiler feed water. At all boiler 
pressures or temperatures it decomposes on coming into 
contact with iron, magnesia being precipitated, while 
the chlorine attacks and dissolves the iron. If the iron 
be coated over with carbonate of lime, the latter will be 
a protection, as the chlorine will attack the lime instead 
of the iron. But a coating of scale is seldom sufficiently 
continuous to protect all the iron, as scale is liable to 
crack, and the iron thereby exposed is at once attacked 
until covered by new scale. The softening process 
prevents this corrosive action, as the soda employed 
combines with the chlorine and forms chloride of 
sodium (common salt), which does not attack iron nor 
decompose. 

Chloride of magnesium is decomposed by lime, 
hydrated oxide of magnesium being precipitated and 
chloride of calcium remaining in solution. Provided 
that there is no sulphate of magnesia remaining in the 
water so treated, the chloride of calcium wUl not give 
rise to scale or deposit, and is not objectionable. There 
are, however, very few cases where chloride of mag- 
nesium can usefully be treated with lime alone, and 
practically only soda is used for this purpose. 

CARBONATE OF IRON (FeCOs). 

Carbonate of iron, when present in solution, is always 
in the state of bicarbonate, being dissolved by carbonic 
acid. Some waters are very strongly charged with it. 
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Upon standing, the bicarbonate of iron, which is an 
extremely unstable substance, loses carbonic acid rapidly, 
and simultaneously absorbs oxygen, becoming the 
ordinary red oxide of iron or iron rust. If such water is 
used without softening, it should first be splashed and 
sprayed over bundles of twigs or by other means, so as 
to expose it to the air and allow the precipitating and 
oxidising effect to be expedited. Some waters, more 
especially from mines, are so highly charged with 
iron that a few seconds' spraying is suflScient to turn 
it rusty red, and produce a large quantity of iron 
deposit. 

Carbonate of iron is readily precipitated by means 
of lime, in the same way as carbonate of lime. It 
presents no difficulty in treatment, and the only 
objectionable quality it has is its power of becoming a 
red rust. This prevents any carbonate of lime precipi- 
tate with which it may be mixed from being used as a 
whitewash, as it turns yellow. 

Other salts of iron are, practically speaking, never 
found in natural water. The iron salts, when in solution, 
are all very unstable, rapidly absorb oxygen, and turn 
to oxide of iron, which is insoluble in water. 

SILICA (Silicic Acid, Oxide of Silicon, SiO^). 

Silica is contained in almost every water. In hot 
springs it is present in considerable quantities, but in 
cold waters its quantity is not important; it is then 
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generally in combination with alumina; the total 
amount is seldom more than a quarter of a grain per 
gallon, and is of little or no importanca 

SEA WATER. 

Sea water contains many impurities, some of which 
are of little consequence here. It is extremely hard, 
owing to the large quantity of lime and magnesian 
salts it contains. Professor Vivian B. Lewes gives the 
following analysis of a sample of sea water and of the 
scale deposited from it : — 





Sea water. 


Scale 




Grains per gallon. 


peri«ntage. 


Carbonate of lime .. 


3-9 


0-97 


Sulphate of lime 


931 


85*53 


Carbonate of magnesia . . 


trace 


nil. 


Sulphate of magtiesia .. 


124-8 


nil. 


Chloride of majoieBium .. 


220-5 


nil. 


Chloride of sodium .. .. 


.. 18500 


2-79 


Silica 


8-4 


110 


Oxide of iron 


trace 


0-32 


Hydrate of magnesia 


niL 


3-39 


Moisture 




5-90 



2300-7 100-00 

It will be noticed that while the scale contains far 
less carbonate of lime than would be expected, it 
contains a considerable proportion of hydrate of mag- 
nesia, and also an appreciable quantity of oxide of iron. 
These two last are evidently the result of decomposi- 
tion of magnesium chloride and re-combination with 
other substances. The reactions are very complex, but 
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appear to be as follows : — If any iron is exposed, the 
chloride of magDesium attacks it, throwing down mag- 
nesia hydrate, and dissolving the iron as chloride ; the 
latter is then decomposed by any carbonate of lime 
present, the result being carbonate of iron and calcium 
chloride. Carbonic acid is driven off from the car- 
bonate of iron by heat, precipitating oxide of iron. In 
addition to the chloride of calcium so far obtained, it is 
possible that some has also been formed by the direct 
action of the chloride of magnesium on the carbonate of 
lime. Now chloride of calcium changes acids with sul- 
phate of magnesia, sulphate of lime being formed and 
precipitated, while chloride of magnesium is again left 
in solution, undiminished. It will thus be seen that of 
all the impurities named, the chloride of magnesium is 
the only one which (although really doing the mischief) 
remains unweakened and unaltered in quantity. This 
is a very important point, as it explains the very 
extensive damage that may be caused by a very slight 
amount of magnesium chloride. It also explains how a 
water containing carbonate of lime and sulphate of mag- 
nesia can make a scale including hydrate of magnesia 
and sulphate of lime, the magnesium chloride being 
capable of effecting the change almost indefinitely, 
owing to the regenerative action of the cycle. BvJt 
sulphate of magnesia in sufi&cient quantity is an abso- 
lute essential to the completion of the cycle of re- 
actions, otherwise the chloride of calcium first formed 
undergoes no further change. 
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It has been pointed out elsewhere why condensed 
exhaust steam should not (in many cases) be returned 
to the boilers. The objection is, however, minimised if 
the boilers are fed exclusively with sea water. For in 
this case the water in the boilers gradually becomes so 
dense from concentration of salt that the greasy scum, 
made by the oil and sulphate of lime adhering together, 
will not sink, and does not therefore attach itself to the 
tubes. It has often been argued : " Marine boilers are 
constantly fed with greasy condensed exhaust on board 
ship without collapsing — why not use marine boilers on 
land with condensed steam, as they work so well with 
it at sea?" The reply is that the practice is made 
possible, not by any particular kind of boiler, but 
by the density of sea water. And even with sea 
water great care must be taken. The density of the 
water must be carefully maintained. The scum cocks 
should be used continually to remove the greasy scum, 
and engineers should be careful, on coming into port, 
never to blow out the dense water and fill up with 
light unless the scum has previously been thoroughly 
removed. Neglect of this rule has frequently led to 
mysterious cases of collapsed tubes the next time steam 
has been raised. 

Sea water pure and simple cannot be softened for use 
in steam boilers by any/practical chemical process. The 
chemicals (caustic soda and carbonate of soda) neces- 
sary to remove all the sulphate of lime and the sulphate 
and chloride of magnesium, would cost between three 
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and four shillings per 1000 gallons (a price of course 
impossible), and even at that cost the purification could 
not be completed without boiling under pressure. 

The only practical method of purifying sea water 
is by boiling it nnd&r high pressure in a closed vessel or 
preliminary boiler, through which all the feed would 
have to pass on its way to the boilers. This would to a 
great extent precipitate the sulphate of lime, and the 
precipitation might in some degree be hastened by 
the addition of some carbonate of soda ; the utility 
of the latter is open to doubt however. As the heated 
water would be fed directly into the boilers there would 
be little loss of heat. The chief objections to this 
method are two — the heating vessel will require 
very frequent cleaning, which may not often con- 
veniently be given, and the objectionable chloride of 
magnesium is not only not removed, but, owing to the 
decreased quantity of scale, has a better chance than 
before to attack the boiler plates and tubes. The 
advantages of the method are scarcely weightier than 
the disadvantages, and we are inclined to prefer 
to pin our faith to careful and frequent scumming 
and blowing down, while keeping up the density of the 
water. 

Sea water interests us, however, in another way. 
All tidal rivers, such as the Thames at London, the 
Tyne at Newcastle, the Mersey at Warrington, and 
many others, are contaminated more or less by sea 
water, and it is the variable proportion of the latter 
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which is so difficult to deal with. The Thames may be 
instanced as typical. 

Thames water above Battersea can at most 
times be efficiently softened at a cost of one penny 
per thousand gallons; at the top of extra high tides 
the percentage of sea water is appreciable, and the cost 
rises to twopence or more. The four hours of flood are 
especially to be avoided, if possible, but the remaining 
eight hours will generally give good water. Between 
London Bridge and Chelsea the water is only tolerable 
during the six hours of lowest tide, the other six hours 
being bad. Below London Bridge the period of good (or 
land) water becomes very short, and at Woolwich can 
scarcely be said to exist. The top of the tide at and 
below London Bridge may be at once condemned as 
unfit for use ; it is actually used a good deal, for the low 
water is extremely filthy, and moreover is difficult to get, 
but its scaling and priming qualities really make it much 
more costly than company's water. Canals and docks 
fed from the Thames below London Bridge can of course 
only be filled at high tide, and their water is invariably 
bad. 
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CHAPTEE V. 

REAGENTS FOR SOFTENING AND CLARIFYING WATER. 

The principal reagents are quicklime, caustic soda, 
carbonate of soda, aluminate of soda, sulphate of 
alumina, potash alum, and sulphate of iron. These are 
all in successful use, and may be used with confidence 
in proportions suited to the circumstances. Other 
reagents which have been tried, but without the same 
success, are baryta, chloride of barium, oxide of mag- 
nesium, carbonate of magnesia, carbonate of lime, and 
(although not for softening) hydrochloric acid. None, 
of these can he recommended. 

To assist in the preparation of the softening 
solutions, tables are given of their respective solubilities 
and the strength of various solutions. It must be 
remembered that in every case a precipitate is formed 
in the dissolving tank, and means must be adopted to 
ensure that this precipitate shall not choke up the cocks 
or nozzles by which the rate of outflow is regulated. 

The proper strength of the lime water used is satura- 
tion jpoint, and as the temperature is almost always close 
to 60° F., the usual strength of the saturated solution 
will be 70 grains of lime or 92*8 grains of hydrate of 
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Solubility of Limb in Watbb. 




Quicklime. 
Grains per gallona. 


Hjdrate of lime. 
Grains per gaUoo. 


32° F. 
60° 
212° 


80 

70 

40-5 


106- 
92-8 
53-6 



lime per gallon. Tested with acid, 5 cc. of lime water 

should be neutralised by llj cc. of ^^r acid (that is to 

50 

say, acid one-fiftieth the strength of what is known 

among chemists as " normal acid "). A large excess of 

the solid lime must be stirred up with the water for 

some length of time in order to produce saturation, and 

if the lime water is appreciably weak it shows either 

that too little lime has been stirred up in the water, or 

that the stirring has been insufl&cient, or that the lime 

is old and too much spent, for quicklime mixed with a 

considerable quantity of stones and precipitated chalk 

will not make saturated lime water. Should the lime 

water be appreciably over strength, it has not been 

allowed sufficient time to settle after the stirring, 

the extra strength being due to floating particles of 

solid lime. 

Lime water is easily made in small quantities, 

that is to say, up to 200 or 300 gallons at a time, by 

stirring slaked lime by hand with a paddle in a cistern 

of water for from ten to fifteen minutes. If larger 
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quantities are needed, some mechanical mixing arrange- 
ment must be provided, as it is practically impossible 
to stir a large tank sufiBciently well by hand. The best 
method is to make the lime water continuously by 
means of a steadily revolving stirring device, fresh 
water being added at the inlet while lime water flows 
from the outlet The lime water must be free from 
suspended particles of lime, or its strength will be im- 
mensely increased, and unsatisfactory results will be 
obtained. An arrangement for making saturated lime 
water continuously is shown on page 119, and is one of 
those used with the Stanhope system. The water which 
is to be saturated with lime falls on to a perforated 
plate placed in a hopper at the top of the lime-mixing 
tower, descends through a central pipe to the bottom, 
is there thoroughly churned up with lime by the re- 
volving paddles, and then ascends, clearing as it rises, 
and arrives saturated but clear at the top of the tower, 
whence it overflows into the |mixing-pipe or down-pipe 
of the softening tower. The slaked lime is placed upon 
the perforated plate in the hopper, and is washed down 
by the falling water, leaving the stones on the plate. 
For this arrangement the proportion of the lime water 
to the hard water is automatically graduated by the 
simplest possible arrangement, shown in Fig. 3. This 
is an ordinary cistern, fitted near the bottom with two 
cocks or nozzles, the larger to pass the bulk of the hard 
water, while the small portion which is to be made into 
lime water passes through the lesser one. The two cocks 
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are adjusted until the correct proportions of outflow are 
obtained, and are kept so. In Fig. 3, the head of water 
in the cistern is kept constant by means of a ball valve, 
and, if a perfectly regular quantity of water is wanted, 
this is the best arrangement. But if the supply is a 
fluctuating one, the head of water will fluctuate also, 
the normal height being about half full. The increase 




Fig. 3. 



or decrease of height will affect the flow from both 
cocks equally, and the proportion will remain constant. 
Moreover, if the supply of water ceases altogether, the 
supply of lime water also ceases simultaneously ; this 
is a very important result, which is not obtained with 
any hand-mixing arrangement. A mechanical con- 
tinuous lime-mixer is far more satisfactory than hand- 
mixed tanks, but, its first cost being greater, the latter 
are occasionally used. 
Another pattern of the Stanhope lime-mixers dis- 

H 
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penses with the paddles and stuffing box, and is worked 
by means of a water wheel driven by the water to be 
softened, with endless chains continually revolving. 
This has the great advantage of not needing extraneous 
motive power, the action being altogether automatic. 

When hand-mixing is employed, two lime tanks 
are required, the clear lime water in one being used 
while the other is being filled, stirred and allowed to 
settle. When the first is empty its outlet cock is shut, 
that of the second being opened instead. The empty 
tank has a small charge of slaked lime put in, is filled 
up with water, well stirred, and is left to settle. The 
lime water is drawn off from the top level by means of 
a float, supporting a flexible tube fitted to the outlet 
cock, the reason being that the lime water is clearest 
near the top, and the lower portion has further time to 
clear while the upper portion is being used. Lime 
water forms a thin film or cnist of chalk where exposed 
to the air, and for this reason the small cock by which 
its rate of flow is regulated is apt to choke and so 
alter the speed. Its regulation is shown in Fig. 4, a 
constant head of liquid being maintained by the float 
valve in the small cistern. There are three cocks and 
two pipes, and all the cocks are liable to choke. This 
is one reason why the continuous lime-mixing plan is 
preferable. A very much simpler method of regulating 
the rate of outflow from hand-mixed lime and soda 
tanks has been devised by the writer, and practically 
does away with choking; the head of liquid is kept 
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constant as in the ordinary plan, but there is only one 
plain nozzle, and no ball cock or other cock liable to 
choke up. It is used with the Stanhope softening 
machines. 

H 2 
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In lime tanks and lime towers alike there is a 
good deal of precipitate and tiny stones, and these 
must be cleared out regularly. In the vertical lime 
towers this is easily done by means of a mud cock at 
the bottom. In the lime tanks it is less easy; the 
lime on the flat bottoms must be swept towards a 
mud cock placed at the side, or else bailed out with a 
scoop or pail. In both tanks and towers a peculiarity 
of lime manifests itself and necessitates some degree 
of waste. The lime has a tendency on being stirred 
to roll itself into tiny globules or balls ; the outer part 
of these balls is, of course, dissolved away, but they 
gradually become coated with chalk formed by ab- 
sorbing carbonic acid from the water. As soon as the 
chalk coating is nearly complete, the ball becomes 
inert and useless, and has therefore to be flushed out 
with the stones and other waste. For this reason a 
considerable excess of lime must be put in at each 
charge, and the importance of lime being fresh and 
uncoated will be obvious. This does not really entail 
extra work when once the point is clearly understood, 
but until it is understood there is a constant tendency 
to be sparing of the lime and to keep it down very near 
the theoretical quantity. It should be quite double. 

Owing to the varying qualities of caustic soda 
used by different experimenters, none of them appear 
to agree as to the correct strength of solutions of 
varying density. The following table is based upon 
the experiments of Eichter. 
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STRENGTH OP CAUSTIC SODA SOLUTIONS. 



Spedflc Gravity. 


Beanme. . 


PeroentaKe of 
OansUc&Mia. 


Lbs. of Caustic Soda 
per gallon. 


101 


1-5 


1-05 


0-106 


102 


3 


2-07 


0-211 


103 


4-5 


307 


0-316 


104 


6 


402 


0-418 


1-05 


7 


4-97 


0-521 


106 


8-5 


5-89 


0-624 


107 


10 


6-81 


0-727 


108 


11 


7-69 


0-830 


1-09 


12 


8-57 


0-232 


1-10 


13-5 


9-43 


1-037 


I'll 


16 


10-28 


1-UO 


112 


16 


11-10 


.1-243 


113 


17 


11-92 


1-350 


1-14 


18 


12-81 


1-460 


115 


19 


13-76 


1-582 


116 


20 


14-73 


1-710 


1-17 


21-5 


15-73 


1-840 


118 


22-5 


16-73 


1-974 


119 


23-5 


17-72 


2-109 


1-20 


24-5 


18-71 


2-245 


1-21 


25-5 


19-69 


2-382 


1-22 


26-5 


20-66 


2-520 


1-23 


27-5 


21-62 


2-660 


1-24 


28-5 


22-58 


2-800 


1-25 


29-5 


23-52 


2-941 


1-26 


30-5 


24-47 


3-083 


1-27 


31 


25-40 


3-226 


1-28 


32 


26-33 


3-370 
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Strength of Gaubtio Soda Solutions — continued. 



Specific Gravily. 


Beaame. 


Percentage of 
GansttcSoda. 


Lbe.ofCaii8Uc8oda 
per gallon. 


1-29 


S3 


27-24 


3-515 


1-30 


34 


28-16 


3-661 


1-31 


85 


29-06 


3-807 


1-32 


36 


29-96 


3-955 


1-33 


86-5 


30-82 


4-099 


1-34 


37 


81 67 


4-244 


1-35 


38 


32-40 


4-374 


1-36 


39 


33 08 


4-500 


1-37 


40 


33-75 


4-625 


1-38 


40J 


34-41 


4-748 


1-39 


41 


35 06 


4-869 


1-40 


42 


35-70 


4-988 



Caustic soda (hydrate of soda) consists of 77*5 
parts of oxide of sodium combined with 22*5 parts of 
water. This is the pure chemical, but it is not made 
commercially. The usual qualities made contain various 
impurities, and the different strengths are named from 
the approximate percentage of oxide of sodium (not 
hydrate of soda) contained. The commercial grades 
actually tested are shown on opposite page. 

The lowest grade of caustic soda is what is termed 
" caustic bottoms," and consists actually of the stuff at 
the bottoms of the vessels in which the caustic soda 
undergoes its last heating and purification. It contains 
a large amount of hydrate of soda, but it is mixed with 
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so large a proportion of insoluble and useless matters 
that its efficiency is much lowered. The grade 
ordinarily used is that called " 70 per cent, caustic," 
and this should always be specified when ordering. 
The high strength caustic soda is of course the best, but 
its price is higher out of proportion to the increase in 
strength. It must be remembered that 77J per cent, 
caustic is the absolutely pure chemical. 



ConUia 


Caustic 
Bottoms. 


Vat 
Liquor 
Cream. 


Red 
Liquor 
Cream. 


60 per 
cent. 
White. 


70 per 
cent. 
White. 

89-6 
2-4 
0-2 
0-3 

8-4 
3-9 


High 
Strength. 


Sodium hydrate 
„ carbonate . 
„ aluminate . 
„ silicate 
„ sulphite . 
„ sulphate . 
„ chloride . 

Insoluble •• .t 




58-6 

5-6 
0-7 
0-2 
5-5 
61 
230 


74-6 
1-4 
1-3 
0-2 
01 
2-2 
7-8 

12-3 


750 
31 
0-8 
21 
1-5 
1-5 
6-8 
0-2 
9-0 


79-8 
11 
0-4 
01 

3-6 
151 


960 
0-2 
0-2 
01 

1-5 
1-3 


Water 




•• 



Caustic soda is usually sold in iron drums contain- 
iiig about 670 lbs. weight. Smaller drums, containing 
112 lbs., are sold at higher prices, but are more con- 
venient to handle. The drums must be cut in two with 
a cold chisel and hammer to extract the soda. The 
caustic soda in the drum is solid, but on exposure to 
the air it absorbs moisture and becomes a soft mush 
outside' to a depth of several inches. It is therefore 
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diflScult to break off portions of any particular weight, 
and of course its strength varies with the amount of 
moisture absorbed. Its caustic nature also makes it 
very unpleasant to handle, as it very rapidly dissolves 
the skin. The best method is therefore to dissolve the 
whole or the half of a drum in a strong iron tank, 
nearly full of water (the hotter the better), and stir it 
up. The strength or density of the solution is ascer- 
tained by means of a hydrometer, and the required 
quantity is measured out into another tank, which is 
then nearly filled up with water, and stirred up. A 
certain amount of precipitate will be formed in this 
dilute soda tank, and it should therefore be allowed to 
settle before being used. The outlet should not be 
quite at the bottom, but a little higher, so as not to 
draw oif the settled precipitate. The dilute solution 
will be of constant strength, which may be ascertained, 
if need be, by means of the acid test described on 
page 156. 

Caustic soda is best dissolved in hot water, and 
plenty of it. It will dissolve most rapidly if placed 
upon a perforated plate, some distance from the bottom 
of the tank, and kept covered with water. The dense 
solution as it is formed sinks to the bottom and is 
replaced by more water. If soda or any other solid 
soluble substance is placed on the bottom of a tank, it 
will take a very long time to totally dissolve, even if' 
stirred up. Tanks for caustic soda must be of iron, and 
very well jointed, or the soda will leak through the 
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joints. Cast-iron tanks, cast in a single piece, are best, 
but cannot be made economically of large size. They 
should not be painted inside, as soda dissolves oil paint. 
Very dilute solutions, say one ounce to the gallon, may 
be contained in galvanised tanks, but stronger solutions 
rapidly dissolve the zinc by galvanic action if there be 
any iron or other metal exposed to the liquid, and the 
outlet pipe or cock is enough to fulfil this condition. 

If caustic soda is dissolved in even a large quantity 
of water, it will form a voluminous flocculent deposit, 
in which is entangled a large quantity of air, and which 
consequently takes a very long time to settle. But if 
the caustic soda is dissolved in a comparatively small 
quantity of water, and the solution is then poured into 
the bulk of the water, although a precipitate is formed 
it is of a kind which settles out very much more satis- 
factorily. For this reason it is best to dissolve the soda 
before putting it into the dilute solution tank. 

Carbonate of soda is made in several forms, and 
sold under various names. The commonest and weakest 
is decahydrated carbonate of soda, generally called " soda 
crystals," "washing soda," or "Scotch soda." The 
reason for the last name is not very obvious. It is used 
for all household purposes, as it is the only form well- 
known to housekeepers, is easily kept, easily handled 
and easily dissolved. Its comparative strength is 34 to 
37 per cent, of pure alkali. 

Soda ash is the dry impure carbonate of soda from 
which the pure alkali is afterwards made. Its impurities 
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are many, and vary in amount. It is used in very large 
quantities for purposes which require a cheap reagent 
without regard to purity. It is too caustic for house- 
hold use. It dissolves with extreme difficulty in cold 
water, and not very rapidly in hot, and cannot con- 
veniently be used for cold process. Its strength varies 
between 60 and 70 ; 70 is a good quality* 

Pure alkali is the purest and strongest commercial 
carbonate of soda. Weight for weight it is the cheapest 
and best. Its great drawback is that it will scarcely 
dissolve in cold water, and for that reason it is not much 
used for household purposes or for water softening. Its 
strength is nearly 100, being over 99. 

Crystal carbonate, made by Gaskell, Deacon & Co., 
is a very pure form ; it is the monohydrated carbonate of 
soda. It is more easily soluble than either pure alkali 
or soda ash, but not so easily as the washing crystals. 
It is best dissolved' in hot water. Its strength is 82. 

Concentrated crystal soda, made by Brunner, 
Mond & Co., Limited, is also called .the sesquicarbonate 
of soda. It is not a mono-carbonate, as it contains rather 
more carbonic acid in proportion to the soda. It is, 
however, practically speaking, carbonate of soda of 70 
strength, and has special advantages of its own, more 
especially for washing wool, woollens and delicate 
fabrics, as its extra carbonisation renders it less caustic 
than any other kind, although its useful strength is 
great. It is more easily dissolved, even in cold water, 
than any other form, and is particularly suitable for 
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household purposes and for water softening. For the 
last named purpose it must be remembered that it 
must be accompanied by a slightly larger quantity 
of lime water than the other forms of carbonate of 
soda. 

Bicarbonate of soda is never used for water soften- 
ing. Its strength would be 52, but it would need to be 
caustified with lime to be of any use, while it is in every 
other way for this purpose inferior to the other kinds, 
and is very dear. 

The analysis of the ordinary forms of carbonate of 
soda averages as follows : — 





Soda CrysUls 
per cent. 


CryBtal Carbonate 
per cent. 


Pure Alkali 
per cent. 


Sodiam carbonate .. 


34 22 


82-90 


99-22 


„ hydrate .. 


0-10 


0- 


0- 


„ sulphate .. 


2-54 


t'ace 


0-14 


„ chloride .. 


0-27 


trace 


0-50 


Water 


62-84 


17-00 


0- 



Carbonate of soda is best measured by weight, the 
strength of the solid chemical being known. If it is 
found more convenient to dissolve a large quantity at 
once, it must afterwards be gauged by means of a 
hydrometer, or by the acid test. For the density or 
hydrometer test, the following table will be found 
useful. 
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CARBONATE OF SODA SOLUTIONS. 


Specific Gravity. 


Soda Crystals, 
Na2C03 + 10 Aq. 
Lbs. per gallon. 


Pnre Alkali, NagCOs 
Lbs. per gallon. 


1-019 


•51 


•19 


1-027 


•72 


•27 


1-039 


1^04 


-38 


1059 


1^59 


-59 


1-079 


2-15 


•80 


1099 


2-75 


102 


1120 


3-36 


1-24 


1-141 


3-99 


1-48 


1-162 


4-65 


172 


1-183 


5-32 


1-97 


1-204 


6-02 


2-23 



Carbonate of soda makes a precipitate when dis- 
solved in hard water, but of a lighter and more powdery 
kind than that caused by caustic soda, and the outlet 
cocks or nozzles are not so liable to choke. There is no 
real advantage to be gained by dissolving it first before 
putting it into the dilute soda tank, except in the case 
of the kinds which dissolve only in hot water. Soda 
crystals and sesquicarbonate of soda may be dissolved 
while filling up the cistern, being for this purpose placed 
in a perforated pail through which the tilling-up water 
faUs. 

Aluminate of soda is a compound of hydrate of 
soda and alumina. In the pure form it is too expen- 
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sive for practical use in softening water. There 
are cheaper impure forms made, containing a large 
percentage of burnt clay, which settles out on solu- 
tion. These' cheap grades have no definite guaran- 
teed strength, and no table of strengths can be given. 
This is one obstacle to the general employment of alumi- 
nate of soda, but a greater objection is that the chemical 
reaction is slow in taking place, and the precipi- 
tate formed is slow to settle, so that the softening 
and clarifying vessels must be of very large size. 
Theoretically, the cheap aluminate of soda should, for 
some waters, be an economical reagent, but the practical 
objections render it. much inferior to caustic soda and 
sulphate of alumina used together. 

Sulphate of alumina is sold commercially in 
several forms and under various names. They are all 
hydrated, that is to say the actual sulphate of alumina 
[Al2(S04)3] is combined with water of crystallisation. 
What is commercially known as sulphate of alumina 
contains about 48 per cent, of actual sulphate of 
alumina, and 52 per cent, of water, a little iron being 
also present. What is called aluminoferric cake is 
exactly the same in all essential respects, only of the 
cheapest kind. Iron does not at all impair its value 
for clarifying water, and the cheapest qualities are as 
good as the dearest. The form best known to the 
public is called alum, or potash alum. It is by far the 
most expensive kind, and by far the least useful for our 
purpose, being only two-thirds as strong as the cheap 
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sulphate of alumina, owing to the presence of a large 
proportion of sulphate of potash, which has to be paid 
for by weight, but is absolutely inert and useless. In 
this book the commercial sulphate of alumina alone is 
recommended and referred to. 

Sulphate of alumina can be easily handled, and is 
therefore best measured by weight. It dissolves very 
readily in hot water, and pretty well in cold water, a 
precipitate being formed which must be allowed to 
settle out before the solution is used. Eoughly speak- 
ing, the weight of the sulphate of alumina used must be 
double that of the caustic soda which is added specially 
for the purpose of precipitating the alumina from it. If 
iron tanks are used for holding solutions of sulphate of 
alumina they are very liable to corrosion, as the reagent 
contains a little free sulphuric acid. The best tanks are 
of slate, well jointed ; but lead-lined wooden tanks are 
very good and are cheaper. The jointing of the lead 
lining is best done with burned lead. 

Sulphate of iron is not largely used for clarifying 
water, partly owing to its high price. Its clarifying 
power is even greater than that of sulphate of alumina, 
but it has one disadvantage. Should a little of the 
precipitate remain in the clarified water, it is not safe 
to use in washing textile fabrics except those to be dyed 
black, as the precipitate turns red and stains the fabric. 
This is not the case with sulphate of alumina, of which 
the precipitate is, and remains, white, and cannot stain, 
while it absorbs dye well and freely, without injuring 
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the colour. Ferrous sulphate (green vitriol) contains 
45 • 32 per cent, of water, and dissolves easily in hot 
water and fairly well in cold. It is not as good as the 
ferric sulphate. Ferric sulphate contains no water, and 
is much less soluble; it must be stirred weU in hot 
water. Mixture with caustic soda or carbonate of soda 
precipitates ferric hydrate, which settles quickly. Its 
principal application (so far as concerns us here) is in 
clarifying polluted waste waters. 

It should be noted that although lime water and 
soda may be mixed together before addition to the water 
to be treated, and may be contained in the same cistern, 
sulphate of alumina (or sulphate of iron) must be kept 
separate from them until actually entering the water, 
otherwise the alumina or iron would be precipitated in 
whatever vessel the mixture took place, and would be 
altogether wasted. 

It has sometimes been stated that where sulphate 
of alumina is employed, it should be added after the 
softening reaction is quite completed, and in a separate 
~"vessel, otherwise the different chemicals would not 
soften ; this is quite a mistake. The best results are 
generally obtained when all the reagents are put into 
the water simultaneously. The only exception is one 
in name only ; and that is when the lime water and 
the hard water are mixed with a splash. It is good to 
mix the water and reagents well, but where alumina 
is employed there should be little or no splashing, as 
tiny bubbles of air become entangled in the alumina 
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TABLE OF SOLUBILITIES. 

One Gallon op Pubb Water can Dissolve op 



Substance. 


At 60° F. 


At 212° F. 


Alum (potash alum) 


0-95 lbs. 


35-7 lb3. 


Aluminium sulphate 


3-3 „ 


8-9 „ 


Ammonium oxalate 


0-45 „ 


4-08 „ 


Barium chloride 


3-5 „ 


60 „ 


„ hydrate 


0-5 ., 


1-0 „ 


♦Calcium carbonate 


2*5 grains 


1*5 grains. 


„ chloride 


40-0 lbs. 


Unlimited 


„ hydrate 


93-0 grains 


53*6 grains 


„ nitrate 


40 lbs. 


Unlimited 


„ oxide (lime) .. .. 


70*0 grains 


40-5 grains 


t „ sulphate 


1610 „ 


152-0 ,, 


Ferrous sulphate 


2-0 lbs. 


17-8 lbs. 


♦Magnesium carbonate .. .. 


Doubtful 


1-5 grains 


X „ chloride .. .. 


20-0 lbs. 


40-0 lbs. 


„ hydrate .. .. 


2-0 grains 


2*0 grains 


„ oxide 


1-4 „ 


1-4 „ 


„ sulphate .. .. 


3-0 lbs. 


13-0 lbs. 


Sodium biborate (borax) . . . . 


0-4 „ 


5-5 „ 


„ carbonate (dry) .. 


1-2 „ 


4-5 „ 


„ ^ (crystals) .. 


4-1 „ 


140 ., 


„ chloride 


3-5 „ 


40 „ 


„ hydrate 


61 „ 


Unlimited 


„ hyposulphite 


5 „ 


20-0 lbs. 


„ phosphate 


1-2 „ 


.. 


„ sulphite 


2-5 „ 


100 lbs. 


„ sulphate 


11 » 


4-2 „ 



* Insoluble at about 290° F. 

t Decomposes at boiler temperatures in presence of alkaline earths 
or iron. { Insoluble at 302° F., equal to 70 lbs. steam pressure. 
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precipitate, and prevent it from settling freely. There- 
fore the sulphate of alumina may without disadvantage 
be added to the water a few minutes after the softening 
reagents — that is to say, at a lower point in the con- 
taining vessel. 

Appended is a table of solubilities of various 
substances in common use, more or less connected with 
water softening and purification. The figures show the 
utmost quantity of the chemical that can be dissolved 
by one gallon of water at ordinary temperature and at 
212° F. The figures do not indicate the weight of 
chemical contained in a gallon of saturated solution. 



1 
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CHAPTER VL 

CLARIFICATION. 

Matters floating or saspended in water may be 
removed by : — 

1. Natural settlement and decantation. 

2. Assisted settlement and decantation. 

3. Filtration. 

The three methods will be considered separately. 

Unassisted settlement can be employed when the 
suspended matters will settle or sink quickly and before 
decay sets in. Such matters are chalk, sand, and some 
kinds of earth. Few waters contain sand, those that 
do being usually well waters rising through a stratum 
of fine loose sand. As sand generally settles quickly, 
and is itself quite clean and not liable to decay, settle- 
ment in ordinary reservoirs is sufficient. Earths, on 
the contrary, are seldom of such a nature as to settle 
completely and quickly, chiefly owing to their admix- 
ture with organic matters. Earths which do not contain 
organic matter settle out well enough ; they are usually 
composed of silica, alumina, lime and magnesia in 
various proportions. 

Chalk is the usual product of any process of softening 
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water, and will settle thoroughly if allowed sufl&cient 
time, and more especially if the water is in shallow 
layers. This is what takes place in the reservoirs or 
settling tanks forming part of the well-known softening 
arrangements. The original method employed by 
Dr. Clark; who was the first to soften water practically, 
was to turn the turbid water into large shallow 
reservoirs, and allow it to settle for one or two days, by 
which time the water was perfectly clear. The 
reservoirs were made in pairs, the clear water being 
drawn off from one, while the turbid water was clearing 
in the other. This method entailed a large area for the 
reservoirs, which had to be cleaned out from time to 
time, and the chalk mud removed. The reservoirs were 
succeeded firstly by filter-presses, and subsequently by 
various forms of settling or clarifying tanks or towers ; 
these latter can be used continuously night and day 
without stopping, the clarified water flowing away from 
an outlet at the top, and the chalk deposit being 
gradually and continually collected at the bottom, and 
removed by simply opening a mud valve, and without 
stopping the process. In these towers the water is 
divided into a number of shallow layers by means of 
iron diaphragms sloping downwards at an angle of 45°. 
The whole of the water passes through each shallow 
division in turn, the chalk gradually settling on the 
surfaces of the diaphragms and sliding down them to 
the lower ends, which are provided with means for 
withdrawing the deposit from the influence of the 

I 2 
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rising water, and for blowing it through a mud cock 
without stopping the working. It is, of course, essential 
that the deposit upon each diaphragm shall be with- 
drawn without falling through the rising layers of water 
below. 

Clarifying towers of various forms are shown in 
Figs. 5, 6, 7 and 8. Fig. 5 is a form patented by 

Messrs. Gaillet and Huet, 
and made by the Stan- 
hope Water Engineering 
Company, Limited, who 
also are the makers of 
the later and improved 
forms shown in Figs. 6, 
7 and 8. 

In Pig. 5 the tower is 
filled with V- or trough- 
shaped diaphragms, slop- 
ing endways from back 
to front, the diaphragms 
being riveted to the 




^J^^ 



FiQ 5 outer shell plates at both 

sides, and also alternately 
at top and bottom, leaving an opening or gap alter- 
nately at the bottom of one diaphragm and at the 
top of another, the water thus flowing in a continuous 
stream, first upwards and then downwards. The mud 
slides down each trough to the angle formed by the 
trough and the front plate of the tower, where a 
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mud cock is provided || 
for blowing it out as i 


pio 




it accumulates. Each 
diaDhraorn is rivptpd ■ 




iilMUl' '( 




water-tight to the tower 




111 .« 


■ 


at both sides, thus 


^^■1 n '1 






forcing the water to 
take the upward and 
downward motion. All 


^H i P '' 


If ' 11 




these water-tight rivet- 
ings make the tower 


P^ ^ 


HI II 




costly to construct, 
and the long path 
travelled by the water^ 
altogether about 120 
feet, makes the pace 
rather too rapid to 
give the chalk the 
best possible chance 
of settling. On the 




■' 


|J 






'A 

% 

i 
1 
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other hand, it ensures 




i ' 1 




1 ' 




perfect ^ mixing of 
water and reagents. 








1 




Fig. 6 shows the (HHII 
application of the HRKI 
same principle to cir- |flH 
cular towers. The ^^Hl 


Li 




j 


\ 



diaphragms are plane 

instead of V-shaped, the mud pocket being naturally 
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against the curved shell- plate. The gaps for the water 
to pass through may be either alternately at top and 
bottom, or alternately on right and left sides as shown, 
the latter producing a horizontal motion. 

Pig. 7 shows a very different arrangement. The 
diaphragms or shelving plates are plane, and are per- 
forated with holes in even rows, several inches apart. 
The chalk deposit slides straight down, between the 
rows of holes, to the lowest part of each diaphragm, 
which is not perforated, but forms a pocket in 
which the deposit lies quiet, out of the influence of the 
rising water, mud cocks being provided to blow it out. 
The water, of course, rises very gradually and slowly 
through the diaphragms instead of round them, the 
very slow pace allowing the deposit to settle well. 
All the preceding forms of tower are subject to the 
disadvantage that, as the mud cocks project outside the 
towers and are exposed to the wind, they (the cocks) are, 
in winter, liable to freeze up and burst. This is avoided 
in the next form, which is the standard for large-sized 
towers. 

In Pig. 8 the diaphragms are conQs, with the 
apex downwards. (If the towers are rectangular, the 
diaphragms are inverted pyramids.) They are per- 
forated in even rows, each line of holes stretching 
in a straight line from the upper edge towards the 
centre, so that the chalk slides down between. The 
point of each cone is cut off and replaced by a funnel- 
shaped neck, the lower end of each neck reaching 
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Fio. 7. — Stanhope Appabatus. 
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into the neck next 
below. The lowest 
neck ends tdovj 
the level of the 
water inlet. The 
result is that the 
whole of the necks 
form a continuous 
column of per- 
fectly still water, 
so that the chalk 
deposit from each 
conical diaphragm 
falls down freely 
and undisturbed 
to the large mud 
pocket formed by 
the conical bottom 
of the tower, the 
water in the mud 
pocket being quite 
still or dead. Only 
one mud cock is 
needed, and as it 
can be placed 
within the shell- 
plate of the tower, 
it is protected 
from the weather. 
The desired slow 
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Fig. 9.— -Stanhope Softener. 
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motion of the water is obtained to its fullest possible 
extent in this tower. 

Pig. 5 shows a complete Stanhope apparatus with two 
clarifying towers, and reagent tanks for making hand- 
mixed lime water. This type is now only used for 
small sizes. 

Figs. 6 and 7 are complete apparatus, with sepa- 
rate continuous mechanical lime-water mixer, to deal 
with 2000 gallons per hour. The soda solution is con- 
tained in the small rectangular tanks at the top. Larger 
quantities require multiplication of the clarifying 
vessels. Fig. 9 showing a machine capable of softening 
from 3000 to 5000 gallons per hour, the pump which 
supplies the water being utilised to give motion to the 
gear for making the lime water. 

Pig. 10 shows a very convenient and <5ompact type 
of apparatus for from 500 to 1000 gallons per hour. It 
includes within the same outer shell ti lime mixer, a 
mixing division, , and a clarifying tower with plane 
perforated diaphragms. This arrangement reduces the 
work of erection and fitting up to a minimum. 

Pig. 11 is a purifier for small quantities. It is 
internally like the types already described, is con- 
tinuous and automatic in action, and gives very good 
results. Its small height is sometimes a special 
advantage. 

Assisted settlement is requisite when the sus- 
pended matters are too light to settle freely, as 
when the water contains vegetable matters either 
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alone or with substances which would settle well if 
alone, but are retarded by the vegetable matter. In 
such cases the softening process is of great assistance, 
as the chalk formed sticks to and drags down much of 




Fig. 11. 



the suspended matter. In some cases no other assist- 
ance is needed, provided that a proper clarifying vessel 
is employed. But very frequently vegetable matter 
is not merely suspended, but is so very finely divided 
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as to be actually or practically dissolved. Many river 
waters are quite bright and clear to, the eye, but 
actually contain a large amount of organic matter. In 
such cases the aggregation of the fine chalk particles 
into larger and quickjy settling crystals is so retarded 
as to render clarification imperfect, or it may even be 
altogether prevented. The resulting water may be suffi- 
ciently free from mineral matter to be perfectly good 
for feeding boilers, but it will be very turbid to the 
eye, and to clear it some more weighty and coherent 
precipitate must be added which will drag all other 
matters down with it. For this purpose alumina is 
very successful, and has the advantage of being cheap. 
It is obtained as a precipitate in the water by neu- 
tralising sulphate of alumina by means of a suitable 
alkali, generally soda. Occasionally, if hardness is of 
no consequence, the carbonate of lime contained in the 
water itself is utilised as the alkali, being changed into 
sulphate of lime, but the results are not so satisfactory, 
so rapid or so complete as when soda is used. For 
clarifying waste waters the alkali used is quicklime, 
which is very cheap. 

Either reservoirs or settling towers must be 
employed. The rapidity of the clarification will vary 
with the weight of alumina precipitated. In ordinary 
cases it will be sufficient to use one pound of sulphate of 
alumina per thousand gallons, with half a pound of 
caustic soda to neutralise it, and clarification will be 
complete in about two hours. If the quantities be 
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doubled, the rapidity will be very much increased. 
Care must be taken that the alkali shall be slightly in 
excess, otherwise the clarified water will be acid, and 
dangerous to boilers. 

Filtration is the oldest artificial method of clarifying 
water, and removes the suspended impurities more 
completely than any other. If filters were self-cleaning, 
had no wearing parts, and were of moderate dimensions, 
it would be diflScult and even unnecessary for other 
systems to compete with them. But a straining filter 
which will take out precipitated chalk and be to any 
real extent self-cleaning has yet to be invented, and we 
are therefore limited to filters which can be cleaned 
with more or less labour. There are also large numbers 
of filters which cannot be cleaned ; they are only used 
for filtering drinking water in houses. Now if any 
filter must be kept clean to be of any practical use, it is 
one used for drinking water, and yet that is the only 
one which cannot be cleaned. Such filters, therefore, 
freq[uently do more harm than good after they have 
been in use for a month. 

Filters are of many kinds, but may be classed under 
a few heads. These are — sand filters, block filters and 
cloth filters. The highest temporary mechanical efiici- 
ency is to be obtained from those in which the filtering 
medium consists of blocks either of spongy iron or of 
carbon, with or without manganese. These are extremely 
slow in operation, and although when quite new they 
can safely be used by inexperienced persons, they cannot 
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be used for large quantities even of clean water, and 
clog up rapidly. A more efl&cient material of the same 
mechanical type is kiesenguhr, a natural substance 
composed of the fossil skeletons of minute creatures, 
and not unlike chalk in appeaxance, although really 
composed chiefly of silica. This is more rapid than the 
iron or carbon blocks, and is said to be more efficient in 
removing organisms. All the block filters act by 
straining, the pores of the block being too small to 
allow solid particles to pass. This is the reason why 
they are efficient to start with, and also explains why 
they require frequent renewal, as the tiny pores speedily 
become choked up. 

Loose-grained filters^ such as those in which the 
filtering medium is sand, granulated carbon, granulated 
magnetic oxide of iron and equivalent substances, act 
in a different way. The interstices between the grains 
are too large to allow them to act as strainers and 
keep back the solid particles. They act, however, in 
three different ways. If the water be allowed to pass 
slowly through, some of the larger solid particles are 
deposited and form a layer at the top, which, when 
sufficient in quantity, itself becomes a very efficient 
filtering medium which is mechanically far better than 
the sand itself. Some of the particles simply settle on 
the grains of sand and stay there. Some of them 
touch the grains on their way through and stick to 
them. If the matter in the turbid water consists 
merely of organic substances, the top layer of deposit 
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and some of the inner deposit can be removed by 
washing in a strong reversed current of water. This 
must be done whenever the deposit has so choked up 
the filtering medium as to make the rate of filtration 
too slow, or when the effluent water shows signs of 
imperfect filtration. 

As a general rule, the efficiency of a filter varies 
inversely with its rapidity of filtration. A rapid filter 
will stop large particles but not small. Of course, a 
medium which can pass a rapid flow may be converted 
into a slow filter by artificially checking the speed of 
flow, but even then it is not so efficient as a medium 
which will not permit a rapid flow. 

Chalk, magnesia and alumina cannot be washed 
ofif either sand or carbon, which are, therefore, not 
admissible for filtering softened water which is still 
turbid from suspended precipitate. For this purpose 
cloths must be used. 

Cloth filters, like sand filters, do not filter efficiently 
at any useful rate of speed until a thin layer of deposit 
has coated them, so as to fill up or reduce the inter- 
stices in the web. They possess the advantage of 
being fairly easily cleaned by washing and brushing, 
provided the precipitate which they stop is not of a 
glutinous nature. Used for removing chalk precipitate 
they work efficiently at a rapid rate, with a very 
moderate head of water, three or four feet being often 
quite sufficient. If, however, the water contains an 
appreciable amount of hydrate of magnesia, the speed 
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is rapidly lessened, as this precipitate is not at all of a 
crystalline nature, and soon stops up the cloths. Nor 
is it so easy to brush off as precipitated chalk, and 
frequently necessitates the cloths being dipped in weak 
hydrochloric acid, and being well washed again before 
use. 

Filter presses are the best known and most useful 
form of cloth filter, and present a very large filtering 
area in a very small space, which is not the case with 
other filters. They consist of a series of cloths laid 
against (generally) vertical grooved iron plates, and 
clamped together with hollow distance pieces between 
them so as to form a series of water-tight compart- 
ments. The water runs under pressure into all the 
compartments simultaneously, and passes through the 
cloths, down the grooves, into the outlet pipe. The 
solids suspended in the water are stopped by the 
cloths, and have to be washed off from time to time. 
If the suspended matter is very fine, as is the case 
with freshly precipitated chalk, the cloths do not, when 
perfectly clean, stop all of it from passing through, 
as the pores of the cloth are larger than the finest par- 
ticles of chalk. The cloth gradually becomes slightly 
clogged by the arrested chalk, which then acts as an 
efl&cient strainer and keeps back the whole of the 
subsequent solid matter, the filtered water being quite 
clear. The press is undamped from time to time, 
and the cloths washed separately. It is frequently 
convenient to keep two sets of cloths, and use one 

K 
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while the other is being washed, although generally 
the cloths can be rapidly washed by means of a stream 
of water from a hose, without removing them from the 
frames. 

In the case of softened water, if any considerable 
portion of the total precipitate is allowed to pass into 
the filters, they will need cleaning at least once every 
eight hours, and if the precipitate includes magnesia, 
they must be cleaned oftener. The repeated brushings, 
of course, wear out the cloths, which must be carefully 
examined and renewed when necessary, as even a 
small hole wiU form a short path for the cloudy water 
and will allow it to pass through rapidly. Much of 
this trouble and expense is obviated if the heavy part 
of the work of clarification is done by means of pre- 
liminary settlement in clarifying towers. These will 
steadily remove from 90 to 95 per cent, of the pre- 
cipitate, and leave the water practically pure for 
ordinary purposes, such as boilers, washing, scouring, 
&c. In special cases where absolute clearness is re- 
quired, the clarified water can subsequently be passed 
through filter cloths, which, having so little to remove, 
need very little washing. As it takes from one to four 
hours to thoroughly wash a set of filter cloths, the 
saving in labour is enormous, while the economy in 
wear of cloths is also very great. 

Cloths can only be used economically when the 
liquid to be filtered does not contain soda in any 
appreciable quantity, as this chemical is destructive 
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to cloth. For this reason, in cases where a considerable 
amount of soda is used for softening hard water, the 
clarification should be effected by settlement only. 
Asbestos cloth may be used, but this is attacked by 
alkali and disintegrates if brushed, while it is very 
expensive to renew. 

Filter presses should be used, if possible, with only 
the pressure due to the height of water in the softening 
towers. With greater pressure, as from a force pump, 
more water can be forced through, but it will not be 
so clear, nor will the cloths last so long. Speed is 
in inverse ratio to efl&ciency and economy. 
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CHAPTEE VII. 

HARD AND SOFT WATERS FOR DRINKING AND COOKING. 

Hard water is not necessarily inferior to soft water 
for drinking. Much depends upon the hardening con- 
stituents. If they include a considerable quantity of 
magnesian salts, the water is liable to cause diarrhoea 
to strangers, and will at any rate have a slight tendency 
in that direction. Sulphate of magnesia, or Epsom salts, 
is very extensively used as a purgative medicine, but a 
natural water would have to be heavily loaded with it 
to be at all dangerous or inconvenient to constant users, 
although it is well known that such waters will act 
vigorously on strangers. A physician has stated that 
he never met a genuinely healthy person brought up on 
water containing a large proportion of sulphates. It is 
difficult either to confirm or to disprove such a statement, 
as the number of public town supplies containing much 
sulphates is very limited. Sulphates, in any quantity, 
cannot be removed by any process (except distillation) 
wliich would leave the water unimpaired, and if a 
drinking water contains a dangerous proportion, the 
remedy must be found in a different supply. 

It is difficult, if not impossible, to determine what 
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quantity of sulphate of lime would be dangerous. It is 
well kno\ra that most brewers of heavy beer actually 
add a large amount of sulphate of lime to the water 
with which the beer is to be made. This is done by 
passing the water through a vat filled with lumps of 
gypsum, and the water thus hardened must certainly 
contain from five to ten times as much sulphate of lime 
as any public supply water in the country. The water 
is hardened to improve the taste of the beer, possibly 
by preventing some unpalatable substances from being 
dissolved out of the hops. Perhaps it does improve the 
taste of the beer, and it probably tends to increase the 
thirst of those who drink it. This pleases the drinkers 
and is profitable to the brewers. Certainly, if sulphate 
of lime is really injurious, the enormous quantity put 
into beer must be positively dangerous. Yet the doctors 
do not tell us so, although they do not recommend its 
addition. They ignore it. They simply say, "Don't 
take too much beer." They give the same useful advice 
with regard to water, and meat, and other good things. 
Fortunately drinking water seldom contains much 
sulphate of lime, the principal mineral impurity being 
carbonate of lime, against which there is no medical 
complaint, so it may be assumed that such hardness is 
not seriously objectionable, unless possibly to gouty 
patients. But even gouty persons seldom indulge in 
cold water to excess, at any rate openly, and there are 
several mineral water manufacturers who supply dis- 
tilled and aerated water at prices which will not 
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prove ruinous to those who cannot drink ordinary 
water. 

Soft water has occasionally been objected to for 
several reasons. These reasons, however, apply ex- 
clusively to water which is naturally soft, and it is only 
by mistake that they are urged against water which, 
originally hard, has been softened by the lime process. 
The first objection is that naturally soft water, if it 
contains those organic acids existing in waters collected 
from peaty surfaces and moors, dissolves lead in the 
service pipes, and is thereby rendered dangerous. The 
addition of a very tiny quantity of carbonate of lime to 
such water deprives it of its power of dissolving lead, 
and softened water, which invariaUy contains carbonate 
of lime, is absolutely safa 

A second objection to natural soft water is that it 
does not supply the lime required to form the bones of 
growing children. It is doubtful whether the amount of 
lime in drinking water is of importance in this instance, 
seeing that it can never be in any degree comparable 
with the amount of lime (as phosphate, &c.) contained 
in bread and porridga It has been stated that the 
Scottish Highlanders, who can only get soft water, and 
who are certainly not deficient in bone, are saved because 
the deficiency of lime in the water is compensated by the 
abundance of lime in the porridge, but the inhabitants 
of large towns such as Glasgow, Manchester or Bradford, 
do not eat much porridge, even as children, and yet they 
are not noticeably afficted with rickets or weiak bones. 
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A znnch stronger objection to some natural soft 
waters is that they contain vegetable substances in 
solution. These are far more dangerous than any- 
mineral impurities, but fortunately they can be removed 
by efl&cient slow filtration through ordinary sand beds. 
And it must here be claimed, on behalf of softened 
water, that if the hard water contains organic impurities, 
the softening process removes a very large proportion of 
them. 

It is now time to consider the wholesomeness of 
softened water. The concensus of medical opinion is 
emphatic in its favour. In itself it combines all the 
good qualities of water without any added disadvantages. 
It cannot dissolve lead ; the. softening process actually 
removes organic matters as well as mineral ; it removes 
the excess of chalk objected to by some, while retaining 
enough to satisfy those who consider a little to be 
advantageous; the taste is not altered, nor the tem- 
perature ; the oxygen in the water is not removed. 
Dr. Frankland states : " Water, the hardness of which is 
wholly or largely of the temporary kind, may be easily, 
cheaply and efficiently softened on the large scale by 
the proper use of lime; the wholesomeness and 
palatability of such water are sometimes increased and 
never diminished by the process. The lime method of 
softening may be applied with ease and great economy 
to the whole supply of even the largest towns, provided 
the hardness of the water be wholly or chiefly of the 
temporary kind." 
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Professor Wanklyn says : *' By this process not 
only is the water softened, but a very large proportion 
of the organic matter contained in it is removed, and, if 
the water be coloured, the colouring matter is also 
entirely or in very great part removed. The process 
presents so many advantages, and is so simple, that we 
are surprised not to see it in general use, and naturally 
expect to find on investigation that it has some great 
drawback. This, however, does not appear to be the 
case." He gives the following examples, from actual . 
experiments, to show to what extent organic matter is 
removed by this process : — 

Parts per Million. 

Albuminoid 
Ammonia. 

J TBefore Clark's process '050 

lAfter „ -020 

2 |Before „ -220 

\ After „ -080 

o (Before „ '220 

lAfter „ -070 

. fBefore „ -120 

lAfter „ -060 

Albuminoid ammonia is regarded as an index to the 
amount of albumen or nitrogenous organic matter present 
in water, and constitutes a most valuable test for water 
pollution. 

The lime process may frequently be utilised to 
render water pleasant and safe which might otherwise 
be undrinkable, as, in combination with a suitable filter, 
it enables large quantities of water to be cleared of 
all suspended and much of the dissolved impurities, 
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especially when these are simply such as are to be looked 
for in streams or wells not polluted by sewage. Where 
sewage pollution exists, the water cailnot safely be used 
at all for drinking, even after thorough filtration. The 
sewage contamination can undoubtedly be much dimin- 
ished by softening and filtration, but absolute removal 
or destruction of the dangerous organic matter can only 
be effected, on any large scale, by oxidation ; this is a 
slow process, and no rapid process can entirely replace it. 
Purification of drinking water by the " alum 
process " has been resorted to for hundreds of years in 
many parts of the world, the method adopted being to 
add a known weight of powdered or dissolved alum to a 
known quantity of water, stir it up, and allow it at least 
twelve hours to settle. The water so purified is almost 
always river water, and the results are generally fairly 
satisfactory as regards clearness, although pollution by 
sewage is not completely removed. This is really the 
same as the employment of sulphate of alumina already 
referred to, and we may repeat here that the method can 
only be employed when the water contains carbonates, 
which are converted into sulphates during the reaction 
which takes place. This may be open to objection from 
a dietetic point of view, and the alum process should 
not have the preference if a better method is available. 
Care must also be taken not to add more alum than can 
be decomposed by the carbonates in the water, otherwise 
it will not all be precipitated, but some will remain in 
solution. 
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The machines and apparatus already described in 
Chapter VI. can be used alone for the treatment of 
water for drinking and cooking, provided they are made 
of sufficient size to completely remove the precipitated 
chalk. But as the last portion of the precipitate is 
extremely fine, and settles with great difficulty, it is best 
for this special purpose to keep the apparatus com- 
paratively small, and to supplement it with a filter-press 
of any of the well-known types, provided with straining 
cloths which remove all traces of precipitate. 
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CHAPTEE VIII. 

TESTING HARD WATERS. 

When samples of water are taken for analysis, 
care must be taken that there shall be nothing in 
the containing vessels which can alter the nature or 
quantity of the different substances dissolved or sus- 
pended in the water. Therefore it is in all cases best 
to put the water into large glass jars or bottles (those 
called Winchester quarts are very convenient) which 
have previously been well rinsed out, the final rinse 
being given with some of the water of which a sample 
is being taken. If glass jars are not obtainable or 
C9.nnot conveniently be forwarded, then stoneware jars 
should be used, such as are used by brewers for sending 
out family ales ; these must be very carefully cleaned, 
as a little drain of ale or stout would completely alter 
the nature of the water. 

Stoneware jars are not so good as glass, because 
the earths of which they are composed are seldom 
completely vitrified inside, and some of the earthy 
matter is dissolved out by the water. We have found 
a water of 20 degrees of hardness to harden up to 
45 degrees on being left in a small new stoneware jar. 
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This defect shows itself chiefly with new jars. Old 
jars have generally already lost the soluble part of their 
inner surfaces, and may then be used with practical 
safety after being thoroughly well washed out. 

Tinned bottles or cans should never be used if 
glass or earthenware be available, as the carbonic acid 
present in the water attacks the iron of the can. If 
the circumstances are such that only a tin bottle can 
be sent, it must first be washed out with hot water. 
New cans always contain a very perceptible quantity 
of chloride of zinc, which has been used as a flux 
to facilitate soldering up the edges. Old cans have 
frequently (in fact generally) contained oil, which can 
only be removed by the free use of hot water with 
plenty of soda dissolved in it. Such cans should never 
be used except as a last resort. Eound cans are not 
so bad as square ones; the latter are almost always 
damaged in transit. 

If a sample of stream or other dirty water is likely 
to be some days before it is tested for mineral im- 
purities (as when sending samples from abroad, or just 
before general holiday times), it is best to filter it 
through clean blotting paper before sending, or through 
a double fold of linen. This is because organic matter, 
in the presence of sulphate of lime, sulphate of mag- 
nesia or sulphate of soda, has a tendency to decompose 
and change these sulphates to carbonates, while sul- 
phuretted hydrogen is liberated. Such a change, of 
course, renders the sample of water perfectly useless. 

Digitized by VjOOQ IC 



Testing Hard Waters. 141 

In fact, no sample which on being opened is found 
to smell appreciably of sulphuretted hydrogen can be 
relied upon for analytical purposes. 

In every case it is important that the analyst 
should be informed of the source from which the water 
comes — i. e., whether it is from the town's supply, from 
a well or spring, or from a canal, or river, or small 
stream. If the source is known to be liable to con- 
tamination from sewage, from pollution by factories, 
soap-works or dye-works, or to be liable to changes of 
any sort, as is frequently the case with pit waters, as 
much information as possible should be given to the 
analyst. It commonly happens that samples of water 
are received without any accompanying information, 
with an inquiry as to what can be done with the 
water, under guarantee. In such cases a guarantee can 
only be given in respect of water which is practically 
identical with the sample tested, and which may, after 
all, not be a fairly representative one. 

Many well waters are perfectly dear and bright 
when pumped, but after a time become cloudy from 
precipitated iron, or from chalk, the former occasionally 
being in such quantities as to turn the water nearly 
black. The ultimate colour is red, and a lot of iron 
rust is deposited. Now this peculiarity of the water 
should be made known to the analyst, as, although he 
may suspect it, the presence of an iron oxide deposit 
is not conclusive information, and the treatment of the 
water may require modifying in accordance with the 
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dififerent nature of the water when first pumped. It 
is best always to run water into a softener in the same 
state all day and every day. For instance, we have 
known pit or well waters pumped first into a small 
reservoir at intervals, and thence run continuously into 
a softening apparatus. Now these waters, when first 
pumped, contained a good deal of bicarbonate of iron 
and also of free carbonic acid. While standing in the 
reservoir much of the carbonic acid escaped, and some 
of the iron was precipitated. The consequence was 
that while the water was pretty fresh it required about 
25 per cent, of lime water added to soften it; at the 
end of a few hours it needed only 20 per cent., or even 
less. Such variations require more careful watching 
than it is possible to give, and therefore it is not 
surprising that the results were irregular, the softened 
water showing at one time say 3 degrees of hardness, 
and at another 10 degrees, all within a few hours, and 
with the same proportions of saturated lime water. 

Waters may be tested, partially or completely, in 
several ways. The usual method, given in the text 
books, we do not intend to describe. It is by far the 
slowest, and involves much expenditure of time and 
care in evaporating the water under special conditions, 
with and without the addition of certain chemicals, in 
separating the solid residues, both soluble and in- 
soluble, and then in weighing them accurately in 
delicate balances after thorough dessication, ignition 
and cooling. The method is in itself the most accurate 
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which can be devised, and must be resorted to if a 
complete and minute mineral analysis be required, but 
it requires a high degree of special knowledge, ex- 
perience and manipulative ability, without which the 
results obtained are worthless. It is adopted by expert 
chemists when a complete analysis of mineral im- 
purities is required, and such an analysis should be 
made of every water likely to be largely used. Accu- 
rately, however, as the method may be made, it is 
always difficult, and two expert chemists will seldom 
return exactly the same analysis of the same water. 
This is especially the case with the salts of magnesia. 
In unsoftened water for boilers the presence of chloride 
of magnesium is important; yet this is of all the 
impurities the last and most difficult to be determined. 
Now when water is in actual use and undergoing 
treatment, it should be tested, at least partially, not 
once a year or once a month, but every week or every 
day, and perhaps oftener. The usual slow and compli- 
cated method of analysis is not then practicable, and a 
few special tests have been devised which, without 
evaporation, weighing, or specially skilled manipulation, 
wiU show in a few minutes the hardness, alkalinity or 
acidity of the water, and the exact strength of the 
reagents or solutions which are being used. The 
method, which is called the volumetric method, as 
distinguished from the ordinary or weighing method, 
consists, shortly, in adding exactly measured volumes of 
reagents of known strength to exactly measured volumes 
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of water or solutions of unknown strength, an indica- 
tion being given, either by change of colour or by other 
means, when the exact quantity required of the testing 
reagent has been added. The change of colour is ob- 
tained by addition in minute quantity of certain dyes, 
which change colour according to the acidity or alkalinity 
of the water. Such dyes are litmus, turmeric, cochineal, 
phenolphthalein, methyl-orange and many others, and 
they are therefore called iridicatoTs, In treating hard 
water, two principal tests are used — viz., with soap and 
with acid. 

THE SOAP TEST. 

It has already been stated that lime and magnesian 
salt in solution destroy or neutralise soap in quantity 
roughly proportionate to that of the salts. That is, 
they combine with the fats (called fatty acids) contained 
in soluble soap, and form an insoluble earthy soap 
which cannot (being insoluble) make a real lather, 
although it may form a solid curd or scum which has . 
no detergent or washing power. If the mixture be 
shaken up, no lasting lather or foam will form unless 
the quantity of soluble soap added is in excess of what 
the lime and magnesia can destroy. It is upon this 
fact that the soap test is based, the inventor being the 
same Dr. Clark who invented the process of softening 
by lime. 

The soap test is one which, without possessing 
absolute accuracy, is the most generally useful method 
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devised for testing the hardness of water. It is most 
useful because it is easy, quick and generally reliable, 
even in unskilled hands, and its indications must 
always be treated with respect. Its failing is that 
while it shows the total hardness of the water, it does 
not discriminate between lime and magnesia to any 
useful extent. The method of testing will now be 
described. The description is pretty long, but the test 
takes less than ten minutes. 

The quantity of water to be tested is 70 cubic centi- 
metres. The reasons for fixing on this quantity are — 
firstly, that it is a convenient one to handle, and requires 
only a small quantity of reagent ; secondly, this quantity 

(which is ^»j7q of a gallon) is such that it contains just 

as many milligrams as a gallon contains grains. It 
may therefore be regarded as a miniature gallon, with 
milligrams representing grains. We believe the adop- 
tion of this volume, and also the method of using Clark's 
test which we recommend, is due to Professor Wanklyn. 
Dr; Clark's methods were much less simple. He aimed 
at absolute accuracy, of which the test is not capable, 
and made tables of strengths and hardness which, 
although perhaps exact enough with certain waters, are 
by no means generally applicable, and his method is now 
abandoned. When "degrees Clark" are mentioned, we 
do not now mean degrees according to Dr. Clark's 
tables.; we really mean " degrees Wanklyn." It will 
be seen further on that each such degree corresponds to 

L 
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one grain (per gallon) of carbonate of lime, or to lime 
or magnesian salts of equivalent soap-destroying power. 
Another standard is sometimes used, in which 100 c.c. 
of water are tested ; the resultant degrees, instead of 
corresponding each to one grain per gallon of carbonate 
of lime, correspond each to one part (or grain) per 
100,000. As a gallon of water contains only 70,000 
grains, it will be evident that this latter test will give 
figures exceeding Wanklyn's in the proportion of 10 to 
7. This volume of water (100 c.c.) for testing is in- 
variably used by Dr. Frankland, and the corresponding 
degrees of hardness are frequently called "degrees 
Frankland." We shall not refer to them again, but 
only to " degrees Wanklyn," now commonly called for 
convenience " degrees Clark." 

The 70 c.c. of water is placed in a clean glass bottle 
large enough to hold two or three times as much. A 
clear solution of soap, of standard strength, is gradually 
added from a graduated tube (called a burette), marked 
in cubic centimetres, and the mixture is briskly shaken. 
A slight lather may form at first, but the bubbles will 
quickly break up and disappear if the proportion of 
earthy salts is in excess of that of the soap added. 
More soap is added, shaking the bottle after each addi- 
tion, until the lather formed is sufficiently permanent 
not to disappear on standing for four or five minutes. 
The number of cubic centimetres of soap solution added, 
less one, indicates the hardness of the water in degrees, 
one degree being equivalent to one grain of carbonate 
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of lime per gallon. One degree is deducted because 
even distilled water requires some slight quantity of 
soap to make it lather, and the quantity needed is almost 
exactly that which is neutralised by one degree of car- 
bonate of lime. Burettes made specially for use with 
the soap test are therefore marked with one degree (or 
cubic centimetre) above the 0. 

Standard soap solution is of such strength that 
one cubic centimetre contains sufficient soap to exactly 
neutralise one milligram of dissolved carbonate of lime. 

It is obviously important to ascertain the point at 
which a satisfactory lather is formed. The method 
usually recommended is, after shaking the soap and 
water briskly for a second or two, to lay the bottle on 
its side ; if the lather still remains after five minutes, 
although perhaps diminished in volume, it is satisfactory. 
A quicker method is, after shaking the bottle, to un- 
cork it after ten seconds and listen to the breaking of 
the bubbles. If much more soap is needed, the bubbles 
will break freely with a hissing sound. As more soap 
is added, the sound becomes muffled, or, so to speak, fat, 
while a good lather gives little or no sound at all. A 
few seconds should elapse between shaking the bottle 
and listening to the sound, as with some waters a few 
large bubbles will break at first, and then there will be 
silence, while with others there will at fii'st be no 
sound, but the bubbles will shortly begin to break and 
hiss. This latter is especially the case when the water 
contains either magnesia or hydrate of lime. 

L 2 
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There is a difference between lime and magnesia 
under the soap test. The reaction between the lime 
and the soap seems to take place almost instantly, 
while that when both lime and magnesia are present 
takes time. A water of 10 degrees of hardness, due 

5 to lime and 5 to magnesia, will lather profusely on 
running in 6 or 7 degrees of soap, but after waiting two 
or three minutes the lather will break up, and cannot 
be produced again until the remaining quantity of soap 
has been added. This peculiarity may be turned to 
useful account by indicating the presence of magnesia, 
while a rough idea of its proportion may even be gained. 
The presence of magnesia in any quantity renders aU 
tests more difficult and less reliable, and they must 
therefore be made with greater care. 

Another difference between lime and magnesia is 
in the amount of soap destroyed by quantities., 
chemically equivalent. Professor Wanklyn, whose 
experience on the subject is very extensive, states that 
magnesia destroys more soap than lime does, in the 
proportion of 75 to 42. Campbell states that up to 

6 grains per gallon, magnesia has an effect equivalent 
to that of lime, but not over that quantity. Our own 
experience tends to confirm Wanklyn's observations, 
but in a very large number of cases we have found 
quite contrary results. We have found waters in 
which magnesian salts, although present in very notice- 
able quantity, caused little or no destruction of soap ; 
in such cases there has always been at least a trace of 
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carbonate of soda. In many waters the magnesian 
salts have not destroyed more than one-third the 
calculated quantity of soap, when tested undiluted, 
but when tested diluted with distilled water, the effect 
of the magnesia has acquired full value. 

The observer should not be satisfied with a single 
test of an unknown water; several should be made, 
and they will sometimes be found to vary somewhat. 
It is well to try the water first undiluted, and then 
diluted with an equal volume of freshly distilled water. 
If the water contains wholly or almost wholly lime 
salts, the two tests will almost invariably correspond, 
but if there are several grains of magnesian salts, the 
diluted water will show more hardness (allowing for 
dilution) than the undiluted water. The water should 
be as fresh as possible, or tested in the same condition 
in which it would be used. "\^ter containing much 
carbonate of lime in solution is apt to lose carbonic 
acid on standing, and deposit a portion of the carbonate 
of lime, thus becoming softer. When taking samples 
for testing, the bottles or jars should be well washed 
out first, and then rinsed with the same water which is 
to be tested. Old wine bottles are apt to contain a 
deposit of sulphate of lime, while old beer bottles are 
usually distinctly acid. 

Water containing vegetable matter has a natural 
tendency to froth, which slightly interferes with the 
soap test. The presence of free carbonic acid in any 
quantity appears to increase the hardness of the water 
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— ^that is, its power of destroying soap. Fresh distilled 
water, which will lather freely with 1 c.c. of soap 
solution, will no longer do so after blowing into the 
testing bottle and shaking. If distilled water is 
allowed to stand, it absorbs carbonic acid from the 
atmosphere, so much so, indeed, that if used in that 
condition it may seriously impede any tests and 
cause inaccurate results. Distilled water used should 
therefore either be fresh or be re-boiled before 
use. 

Mohr's burette is generally used for measuring out 
the standard soap solution. It consists (see Fig. 12) of 
a glass marked with divisions of one cubic centimetre 
each, and, if desired, with subdivisions. This is sup- 
ported vertically. Over the bottom end, which is 
pointed, is slipped a short rubber tube, in the lower 
end of which is a short piece of glass tubing drawn to 
a point, leaving only a small opening. The rubber 
tube is closed by the pressure of a spring clip. The 
upper end of the burette may be enlarged for con- 
venience in filling. The soap solution is poured in at 
the top, and after filling, the rubber tube should be 
squeezed two or three times to remove the air just 
above the clip, while a little of the solution should be 
quickly run out by pressing the ends of the clip, before 
making any tests, so as to fill the glass jet and lower 
part of the rubber tube with liquid. The burette is 
then refilled to the top mark. Owing to capiUary 
attraction, the liquid in the burette does not present a 

Digitized by VjOOQ IC 



Testing Hard Waters. 



151 



level surface, but 
is concave. The 
lower curved line 
of the concave is 
sharper and better 
defined than the 
top, and should 
always be made to 
coincide with the 
graduation mark 
when filling the 
burette, and also 
to mark the read- 
ing at the end of 
the test. The 
burette can be 
read more easily 
if a very narrow 
strip of white 
paper, with a 
straight red or 
black line down 
the middle, be 
pasted lengthways 
behind the tube. 
The effect of the 
transparent solu- 
tion is to mag- 
nify the strip and 



SOAP 



ACID 




Fig. 12. 
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line, and the level of the liquid is marked by a sudden 
change in the width of the line. 

To obtain the most reliable results, not more than 
one cubic centimetre* of solution should be added to the 
water at once ; the bottle should then be shaken, and if 
no lather forms, another c.c. is added, and so on ; but as 
soon as a temporary lather forms, the quantity of each 
addition should be diminished. 

Chemists have sometimes urged that the indica- 
tions given by the soap test cannot be relied upon, 
because different degrees of hardness are given by 
different experimenters with identical waters. This 
arises from two principal causes. It is found that a 
soap solution containing an over large proportion of 
water does not keep its strength, lespecially in cold 
weather, part of the dissolved soap being precipitated ; 
the original strength is restored by warming before a 
fire and shaking briskly. A much larger proportion of 
alcohol will prevent this precipitation, but materially 
affects the accuracy of the higher (or harder) readings, 
say above 10 degrees. This is .dne to the fact that the 
presence of alcohol tends to prevent lathering, so much 
so that a solution of soap containing three parts of 
water and one part of spirit will not make a permanent 
lather at all, unless diluted. This leads to the second 
cause of divergent readings. When the hardness of the 
water is greater than 15 degrees, the quantity of alcohol 
in the soap solution added is suflicient to interfere with 
the lather; in such cases the hard water should be 
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diluted with distilled water, using 35 c.c. of hard and 
35 c.c. of distilled water ; the hardness degree of the 
mixture must be doubled to obtain the true degree of 
the water. If the water is very hard indeed, smaller 
proportions of it may be used, with sufficient distilled 
water to make up 70 cc, the readings being multiplied 
accordingly. It is evident that if various experimenters 
use solutions with different proportions of alcohol, they 
will obtain readings which will, or may, vary more or 
less. Or the solutions may have been standardised at 
different degrees — one at 6 degrees, another at 10, another 
at 16 degrees. Now an alcoholic solution of soap is only 
perfectly accurate at the degree at which it was standard- 
ised. It may be accurate at 6, and 10 per cent, wrong 
at 16, or vice versd. Therefore a soap solution is best 
standardised at the degree at which it will be generally 
used. We prefer to standardise at 10 degrees, and to 
make the solution by dissolving Castile soap in a 
mixture of two volumes of ordinary methylated spirit 
and one volume of water. Soap solution so made is 
good alike in cold weather and in hot, although it would 
bCj when fresh, more accurate over a long range if it 
contained a larger proportion of water. 

The propriety of diluting very hard water for 
testing has been questioned by some chemists, who say 
that the hardness found is only that of the diluted 
water, and that the plain water itself would actually 
destroy a very different proportion of soap. The ob- 
jection is plausible, but the statement is not susceptible 
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of proof. The aim in diluting the water is two-fold — 
first, to minimise the interference of the scum or in- 
soluble curd formed by the decomposition of the soap ; 
secondly, to employ less alcohol ; and the smaller the 
proportion of alcohol used, the nearer will the conditions 
of the test approximate to those of actual technical 
practice, in which, of course, no alcohol is used 
at all. 

Another point on which much misapprehension 
exists. The hardness of water does not mean so many 
grains or so much weight of lime salts and magnesian 
salts in solution ; it means so much soap destroyed. It 
is idle to say (as some experimenters do say) : '* This 
water destroys (say) 12 c.c. of standard soap solution, and 
according to our (private) tables that means 16 degrees." 
It means nothing of the kind. An analysis may show 
the chemical equivalent to 16 grains per gallon of 
carbonate of lime, but it will not be the soap-destroying 
equivalent. That will be only 12. It is useless and 
only misleading to try to make the soap test corroborate 
exactly the analytical result. The thing is absolutely 
" impossible. Salts of magnesia appear under certain (or 
rather uncertain) conditions to have little or no effect 
upon the soap test, while under others they have more 
than their calculated effect. The following are both 
analytical and hardness tests of water from the same 
deep well at three different periods, essentials only 
being quoted, each test being verified by independent 
experimenters. 
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Carbonate of lime .. 
Carbonate of magnesia 
Carbonate of soda . . 
Hardness, calculated 

„ by soap test 
Alkalinity tested, equiva-"^ 



lent to 



/ 



No. 1. No. 2. No. 3. 

12-50 10-80 14*40 grs. per gall. 

5-38 4-91 4-01 „ „ 

0-75 1-08 0-44 „ „ 

19-0 16-7 19-3 degrees. 

17-0 13-5 18-8 „ 

19-5 19-0 19-5{g"-^gC^^^^ 



Nothing can possibly make all these different tests 
agree. It will, however, be noticed that the quantity 
of carbonate of soda present is largest when the hardiness 
readings are lowest. The amount of carbonate of soda 
is quite inadequate to aflfect the hardness to the extent 
shown, and it may possibly be that a portion of the 
carbonate of magnesia and the carbonate of soda form 
some definite compound which has but little or no 
power of attacking and decomposing soap. The matter 
is worthy of investigation. 

Some waters produce at first, not a true lather, 
but a curdy scum containing imprisoned air, which lasts 
a long time, is quite silent, and may very easily be 
mistaken for a genuine lather. If, however, the body 
of water below the froth is nearly clear and transparent, 
it may be considered certain that the froth is only a 
scum, for with hard water the real lather does not form 
until the water becomes permanently milky and opaque. 
We have occasionally found that this scum, which is 
generally due to carbonates, may be avoided by carefully 
neutralising the water with the proper quantity of dilute 
acid before testing (see acid test), using methyl-orange 
as indicator ; this addition of acid does not, in these 
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particular cases, appear to increase the hardness of 
the water, although in most cases it does so very 
materially. 

The presence of precipitated or solid chalk in 
ordinary quantities has no appreciable influence on 
soap, and the soap test can therefore be applied while 
the water is quite milky with precipitate, without 
aflfecting the accuracy of the test. Such is not the case 
with the acid test. We must remark, however, that for 
a few minutes after forming, the precipitate of chalk, 
and even more particularly of magnesia, does affect soap ; 
this is only while the precipitate is in a woolly flocculent 
condition ; after some minutes it becomes granular and 
crystalline, and in that state it is neutral to soap. 



THE ACID TEST. 

The temporary hardness of water (due to carbon- 
ates) may generally be easily and reliably ascertained 
by testing its alkalinity with acid. The carbonates of 
lime and magnesia are weak alkalies, and their quantity 
can be tested by neutralising with a standard weak 
solution of acid, using a drop of methyl-orange as indi- 
cator. Methyl-orange is of a pale lemon-yellow in 
alkaline liquids, even in the presence of carbonic acid, 
by which it is not affected, and it retains its yellow 
colour upon addition of sulphuric acid until the point 
is reached when all the carbonates have been changed 
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into sulphates; the colour then changes to a weak 

orange, and the slightest excess of acid changes it 

to pink or red, faint or pronounced as the excess of 

acid is slight or otherwise. If the solution of acid be 

N 
of the strength known to chemists as — , or one-fiftieth 

ou 

of the normal strength (which in its turn is only about 
one-thirtieth the strength of concentrated sulphuric 
acid), one cubic centimetre will neutralise one milli- 
gram of carbonate of lime, or (if 70 c.c. of the water be 
tested) at the rate of one grain per gallon. The hard- 
ness due to carbonates of lime and magnesia is indicated 
by the number of cubic centimetres of acid required to 
neutralise 70 c.c. of the water. The water may possibly 
contain carbonate of soda ; in this case the alkalinity of 
the water will exceed its hardness, and all its hardness 
will probably be due to carbonates, for in a natural 
water carbonate of soda is seldom accompanied by sul- 
phate of lime or sulphate of magnesia. 

The strength of lime-water and of soda solutions 
may be tested in the same way, using acid of the same 
strength. 

When testing lime-water, either methyl-orange or 
phenolphthalein may be used as indicator. Phenolph- 
thalein is preferable in this particular casa It has a 
purple-pink colour in the presence of the hydrates 
of lime, magnesia and soda, and also in the presence of 
the mono-carbonates of lime, magnesia and soda, but is 
colourless to the bicarbonates of lime and magnesia, it 
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being deprived of colour by all acids, including car- 
bonic acid either free or combined as bicarbonate. The 
full alkaline strength of a solution is indicated when 
using methyl-orange, but with phenolphthaleih only 
such alkalinity as is not masked by carbonic acid. 
A natural water containing bicarbonates does not test 
alkaline to phenolphthalein, but on boiling, the pink 
colour will appear as the carbonic acid is diiven off. 
5 c.c. of saturated lime water should be neutral- 

N" 
ised by Hi c.c. of ^ acid, or in very cold weather by a 
oU 

trifle more. If it takes less it is not saturated (unless 
warm) ; if it takes perceptibly more, it contains solid 
lime (or in some few cases soda). When soda is mixed 
with the lime water, the strength of lime cannot be 
ascertained by the acid test, and the soap-test must be 
used ; take about 70 c.c. of distilled water, and add 5 c.c. 
of the mixed lime water : the mixture should indicate 
about 9 degrees of hardness, making a lather which, 
although extremely abundant, will iiot last five minutes. 
Dilate solutions of caustic soda may be tested 
with both phenolphthalein and methyl-orange; phen- 
olphthalein is added first, and then acid, until the colour 
disappears ; methyl-orange is then added, and the neu- 
tralisation completed. The difference, doubled, indi- 
cates the carbonate of soda always present, and should 
be very small. Carbonate of soda is tested in the same 
way, but there will be a very wide difference between 
the two readings ; if washing soda, soda ash, or pure 
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alkali be used, the test with methyl-orange will require 
twice as much acid as with phenolphthalein ; if the con- 
centrated crystals (sesqui-carbonate) be used, it will 
require three times as much. 

The dilate caustic soda solution will vary in 
strength according to the weight of reagent required per 
thousand gallons, and the rate at which the solution is 
allowed to flow. The following table gives approxi- 

N 
mately the number of cubic centimetres of ^ acid 

required to neutralise 1 cubic centimetre of caustic 
soda solutions containing different quantities of reagent, 
and flowing at various rates, the quantity of hard water 
treated being in each case 1000 gallons per hour ; if the 
quantity of hard water be greater, the strength of the 
solution must be proportionately increased. Methyl- 
orange is used as the indicator. 



Bate of Flow 
of Soda 
Solution. 


Weight of 70 per cent 


. Caustic Soda per 1000 Gallons. 


Gallons per 
Hour. 


ilb. 


ilb. 
ccadd. 


ilb. 


ilb. 
C.C acid." 


fib. 
cc. add. 


lib. 
C.C. add. 


2lbe. 
ex. add. 


2J 


90 


11-2 


15-0 


22-5 


33-6 


450 


90 


3 


7-5 


9-4 


12-5 


18-8 


28-2 


37-6 


75 


5 


4-5 


5-6 


7-5 


11-25 


16-8 


22-5 


45 


7i 


30 


3-7 


5-1 


7-5 


11-2 


15-0 


30 


10 


2-3 


2-8 


3-75 


5-6 


8-4 


11-2 


22 


15 


1-5 


1-9 


2-5 


3-7 


5-6 


7-5 


15 


20 


11 


1-4 


1-9 


2-8 


4-2 


5-6 


11 
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TEST SOLUTIONS. 

These can only be made accurately by checking 
them with other exact standard solutions, but if the 
latter are not available, solutions can be made by the 
following easy methods with suflBcient accuracy for 
ordinary use, when testing water-softening operations 
in actual practice. There must, of course, be some one 
substance or solution which wiU be, automatically, 
of practically constant strength. Such is found in 
saturated lime water. If this be made always in the 
same manner, at the same temperature, and with 
freshly slaked Ume, it will have the same strength 
within 2 or 3 per cent. With this saturated lime 
water all the other solutions are checked, and we 
therefore give it first. 

Saturated Lime^Water. — Slake about two ounces 

of quicklime, let it cool, then put it into a large bottle 

with about a quart of cold water (temperature 60 F. 

or near it), and shake it up well half-a-dozen times at 

a few minutes' interval ; allow the lime to settle, and 

filter the lig^uid through clean blotting paper. When 

freshly made and filtered, 5 c.c. wiU be neutralised by 

N 
Hi c.c. of — sulphuric acid, but on standing a few 

OU 

days it may weaken a little, and 5 c.c. will be neu- 
tralised by 11 cc. of acid. 
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acid with water (about 1 of strong acid to 1500 of 
water) until llj c.c. of the dilute acid just neutralise 
5 c.c. of saturated filtered lime water, freshly made, 
using phenolphthalein as the indicator. This solution 
will keep any length of time in glass bottles, but will 
not keep a week in a stoneware jar. 

Soap Solution, — Put about half an ounce of Castile 
or mottled soap, shredded fine, into a mixture of 
methylated spirit and water (2 pints of spirit to 1 pint 
of water), and let it stand for a few hours, shaking 
it at intervals. The mixture should Tiot be warmed. 
Then filter it through blotting-paper, and test its 
strength by means of water of known hardness, 
gradually diluting it (with more of the mixture of 
spirit and water) until its strength is just right. 

Water of Knoym Hardness. — Take 5 c.c. of satu- 

N" 
rated lime water, neutralise it with -—- acid, and make 

50 

up to 70 c.c. with distilled water. The hardness of 

this artificial water should be as many degrees as 

the lime water needed cubic centimetres of acid to 

neutralise it. 

Phenolphthalein Indicator. — Dissolve 10 to 20 
grains in a pint of methylated spirit (or in that pro- 
portion). One drop of the solution is enough to show 
the purple-pink colour in a test, but there is no harm 
in adding more ; the colour becomes deeper, but does 
not take more acid to remove. 

Methyl-Orange Indicator. — Dissolve 7 grains in 

M 
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a pint of distilled water. Add one drop (only) to 
every 70 c.c. of water or solution to be tested. The 
change from lemon yellow to orange or pink is only 
visible clearly in daylight ; if used by gaslight, add an 
extra drop of the indicator, and hold the vessel in front 
of a sheet of white paper. 

Turmeric and litmus are best used in the form of 
saturated papers, which are sold in little book packets. 
They are convenient to carry in the pocket, but are not 
so sensitive or so easy to use as phenolphthalein: 

USEFUL DATA ABOUT WATER. 

1 pint of water weighs 20 ozs. avoirdupois. 

1 gallon of water weighs 10 lbs., or 4*543 kilo- 
grams. 

1 gallon of water equals 4*543 litres, or 4543 cubic 
centimetres. 

1 cubic foot of water contains 6*2355 gallons, 
weighs 62*355 lbs. 

1 cubic foot of water contains 28*3 litres, weighs 
28 * 3 kilograms. 

1 indicated horse-power requires, in the best con- 
densing engines, about 1| gallons of water evaporated 
per hour. 

1 indicated horse-power requires, in large non- 
condensing engines, about 2 J gallons of water eva- 
porated per hour. 

1 indicated horse-power requires in small non- 
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condensing engines from 3 to 10 gallons of water 
evaporated per hour. 

1 pound of coal will evaporate from 7 to 10 lbs. of 
water from 60° F. 

1 ton of coal will evaporate from 1600 to 2200 
gallons of water from 60° F. 

1000 gallons of water cost from 4^. to Is. 6d. to 
buy. 

Ditto cost from 7s. to 12s. to evaporate. 

Ditto cost from \d, to 3c?. to soften. 

Ditto of 12° hardness waste 20 lbs. of best soap. 

Ditto of 16° hardness deposit 2J lbs. in the boiler. 

1 cubic foot of water makes 283 cubic feet of steam 
at 80 lbs. pressure. 

Ditto makes 1642 cubic feet of steam at atmospheric 
pressure. 

1 gallon of water requires 454 calories to raise it 
from 32° F. to 212° F. 

1 gallon of water at 212° F. requires 2436 calories 
to convert it into steam at atmospheric pressure. 

1 pound of water at 32° F. will condense • 1864 
lb. of steam at 212° F. 

1 pound of steam at 212° F. will raise h\ lbs. of 
water from 32° F. to 212° F., if no heat be lost. 

1 pound of steam requires 20 lbs. of water of 60° F. 
to condense it, using surface condensers. 

A surface condenser requires 3 square feet of 
surface for every horse-power indicated. 

M 2 
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FLOW OP WATER THROUGH STRAIGHT PIPES. 
Flowing full, nr Gallons per Minute. 



-1 


Head of Water divided by Lengih of Pipe. 


TTny 


^ 


A 


^ 


A 


A 


A 


' ^ 


i 


tV 


^, 


.. 


.. 


•024 


•036 


•046 


•06 


•077 


•086 


i 


.. 


.. 


.. 


•056 


•075 


•089 


•124 


•158 


•18 


tV 


.. 


., 


•• 


•14 


•21 


•26 


•3i 


•44 


•50 


i 


.. 


.. 


.. 


•31 


•44 


•52 


•72 


•92 


104 


* 


•22 


•33 


•5 


•83 


1-2 


15 


20 


26 


2^9 


\ 


•46 


•70 


1-0 


1-8 


2-5 


31 


4^1 


53 


6^0 


\ 


1-33 


1-98 


2.9 


4-9 


7-1 


8-9 


11-7 


15 


16-9 


1 


2-79 


415 


61 


10 


14^8 


18-4 


24 


31 


35 


u 


4-96 


7-36 


10-8 


18 


26 


32 


42 


54 


61 


li 


7-93 


11 75 


17-2 


28 


41 


51 


67 


86 


97 


If 


11-7 


17-4 


25-5 


42 


61 


76 


100 


128 


144 


2 


16-6 


24 


36 


59 


86 


106 


140 


179 


202 


2J 


29 


43 


63 


104 


151 


188 


246 


315 


354 


3 


46 


69 


101 


166 


240 


298 


390 


500 


562 


4 


98 


144 


210 


344 


498 


617 


808 


1033 


1162 


5 


173 


254 


370 


606 


876 


1085 


1419 


1815 


2040 


6 


227 


404 


589 


959 


1389 


1720 


2248 


2876 


3230 



If the diameter be doubled, nearly 5*8 times the quantity can be 
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TEMPEBATUBE OF STEAM AT YABIOUS FBESSUBES. 



Preseure. 

Ibe. 


Degrees F. 


Pressure, 
lbs. 


Degrees F. 


Atmospheric 


212 


50 


297-7 


5 


227-2 


60 


307-2 


10 


239-4 


70 


315-8 


15 


249-7 


80 


323-8 


21) 


258-7 i 


95 


334-8 


25 


266-8 1 


105 


340-8 


30 


273-9 


115 


346-9 


35 


280-6 


125 


352-6 


40 


286-7 


135 


358-1 


45 


292-4 


145 


363-2 
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Acid test, 156, 160 

Acid waterd, 21, 134 

Alkalinity of water, 156 

Alum, 109, 137 

Alumina as a clarifying agent, 125 

— sulphate of, 75, 109 

Boilers, blowing down, 27 

— compositions for, 29 

— corrosion of, 21, 32, 33, 86 

— inspection of, 52 

— insurance of, 52 

— scumming, 27, 35, 37, 39, 91 

Calcium salts (see Lime) 
Clarification of water, 114, 137 
Clark's lime process, 63 

— test for hardness, 144 
Coal wasted by scale, 18 
Condensed steam, 35, 91 
Condensers, 35, 62 

— for hard water, 39 
Corrosion of boilers, 21, 82, 33, 86 
Cost of evaporating water, 17, 18 

Distilling, water for, 62 
Drinking-water, 132 
Dyeing, water for, 59 

ECONOMISERS, 43 

Exhaust steam, 35, 91 



Feed-water heaters, 47 

for hard water, 39 

Filters, 126 

Filter presses, 129 

Flow of water in pipes, 164 

Grease in water, 36, 38, 91 

Hard water, soap destroyed by, 56 

softening, 40, 63, 94 

testing, 144 

Hardness of scale, 24, 25, 26 

— town waters, table of, 9 

Heating hard water, 38, 46, 48 

Indicators for acid tests, 161 
Inspection of boilers, 52 
Insurance of boilers, 52 
Iron as a clarifying agent, 110 

— removed by softening, 60, 87 

Lead in water, 134 
Lime, 68, 94 

— carbmate of, 2, 23, 25, 63, 71 
— ' — precipitation, 63, 73, 74 

— chloride of calcium, 80 

— nitrate of, 82 

— slaked, 69, 95 

— softening process, 63 
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Lime, solability of, 70 

— sulphate of 26, 76 

— water, 70, 94, 160 

testinj?, 157 

London waters, 6, 11, 93 

Marmsia, carbonate of, 28, 25, 63, 
82 

— chloride of, 86 

— sulphate of, 83 

Making lime-water, 70, 94, 160 

Oil in feed-water, 36, 38, 91 

Papeb-masing, water for, 62 

Regulation of reagents, 97, 99 
Rivers, hardness of, 6, 14, 92 

Samplbb of water, how to send, 139 
Scale in boilers, cracking ofi^ 40 

hardness of, 24, 25, 26 

loss of fuel from, 18 

quantity of, 16 

removing and preventing, 27 

Scumming apparatus for boilers, 35 
Sea-water, 89, 91 
Settling tanks for water, 116, 120 
Soap solution, 144, 161 

— test for hardness, 144 

— waste of, by hard water, 56 
Soda, aluminate of, 108 

— carbonate of, 105 
solutions, 108 

— caustic, 100, 103 
solutions, 101 

— fluoride of, 84 



Softening apparatus, 116, 118, 122, 
125 

— processes, 63, 65, 67 
Solubilities, table of, 112 
Standard solutions, 144, 147, 157, 

160 

how to make, 160 

Stanhope water softeners, 116, 118, 

120, 122 

Table of data about water, 162 

— hardness of town supplies, 9 

— solubilities, 112 

— strength of solutions, 76, 95, 101, 
103, 108, 112 

— temperature of steam, 165 

— town waters, 9 
Tanning, water for, 60 
Temperature, influence of, 23, 26, 

76, 85, 87 

— of steam, 165 

Test for alkalinity, 156 

— carbonate, 156 

— hardness, 144 

— lime-water, 157, 158 

— soda solutions, 158, 159 
Test solutions, 160 
Town waters, 4, 6, 9 

Washing with hard water,'56 
Water for boilers, 15 

— drinking, 132 

— dyeing, 59 

— tanning, 60 

— washing, 56 

Water heaters, 39, 46, 48 

Water softening apparatus, 116,118, 

120, 122 
processes, 63, 65, 67 
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ADVERTISEMENTS. 



SOFT WATER FOR 

STEAM BOILERS, WOOL WASHING, 

WATER WORKS, LAUNDRIES, 

PAPER MAKING, BLEACHING, 

TANNING, DYEING. 



THE 

STANHOPE WATER ENGINEERING GO., 

LIMITED, 

Supply Water Softening and Purifying Machines for 
all purposes, under the various patents of Gaillet, 
Huet, Sawrey and Collet. 

OT^EJK. SOO 

Of these Machines are in successful operation in 
Great Britain, France, Belgium and other countries. 



WATERS TESTED. ESTIMATES GIVEN, 

BESXJLTS GTJAIIANTEED. 

Stanhope Water Engineering Co. 

Limited, 
20 BUCKLER8BURY, LONDON, E.G. 
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SOFT WATER FOR LAUNDRIES. 

London Water of 16 degrees hardness can be 
softened down to 3 degrees for one penny per 1000 
gallons. The 13 degrees thus removable are capable 
of destroying 22 lbs. of hard soap^ costing 38. 8d. 
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SOFT WATER FOR STEAM BOILERS- 



THE ADVANTAGES OF SOFT WATER ARE:- 

1. The Boilers are kept free from Scale. 

2. Economisers and Feed Water Heaters do not 

choke up. 

3. Coal is thus economised. 

4. Boilers seldom need to be stopped; thus 

5. Fewer Boilers are required. 

6. Two Boilers kept free from Scale will do more 

work than three which are neglected, and at 
a smaller cost. 



STANHOPE PATENT WAT^R SOFTENERS. 
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STANHOPE PATENT SOFTENER 
AND FEED-WATER HEATER COMBINED. 



This apparatus does not merely partially soften 
the feed-water by simply heating it^ as is the case 
with all other Feed-Water Heaters. The chemical 
softening process is performed in addition to the 
heating^ and is thorough and complete. 

The heating is performed by utilising Exhaust 
Steam. It does not cause back-pressure on the En- 
gines. 

This Heater is specially designed for Hard Waters. 
It will not choke up. It can be used in addition to 
an Economiser or other Heater. 

THE ADVANTAGES OF THIS APPARATUS ARE:- 

1. Economy of Fuel by heating the Feed- Water. 

2. Economy of Fuel by keeping Boiler Plates clean. 

3. Increased life of Boiler and avoidance of repairs^ 

by preventing corrosion and straining of seams. 

4. Avoidance of stoppages and expense of frequent 

cleaning. 

5. No boiler compositions required. 

6. Use of cheap Well Water instead of costly Town 

Water. 
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WATER SOFTENING 

FOE TOWN SUPPLIES AND DOMESTIC USE. 



Town and Private Water Supplies containing 
temporary hardness can be easily softened for drink- 
ing and domestic uses at a cost of one farthing per 
thousand gallons. 

Softening apparatus can be supplied to treat from 
500 gallons up to 5,000^000 gallons a day. 

Softening does not in any way deteriorate the 
quality or taste of the water. 

Estimates Free on receipt of Sample of Water, 
carriage paid. 



Stanhope Water Engineering Co., 

Lim , 
20 BUCKLERSBURY, LONDON, E.G. 

Digitized by VjOOQ IC 



Digitized by VjOOQ IC 



1896. 

BOOKS RELATING 

TO 

Applied Science 

PUBLISHED BY 

E. & F. N. SPON. 



LONDON: 128 STRAND. 
NEW YORK : 12 CORTLANDT STREET. 



Algcbrsi.— A l£^e6ra Self-Taught. By W. P. Higgs, 

M.A., D.Sc, LL.D., Assoc. Inst C.E., Author of * A Handbook of the 
Differential Calculus/ etc. Second edition, crown 8vo, cloth, 2J. 6</, 

CONTENTS : 
Symbols and the Signs of Operation— The Equation and the Unknown Quantity- 
Positive and Negative Quantities — Multiplication — Involution — Exponents — Negative Expo- 
nents — Roots, and the Use of Exponents as Logarithms — Logarithms — ^Tables of Logarithms 
and Proportionate Parts— Transformation of System of Logarithms — Common Uses of 
Common | Logarithms — Compound Multiplication and the Binomial Theorem — Division, 
Fractions, and Ratio — Continued Proportion — ^The Series and the Summation of the Series- 
Limit of Series— Square and Cube Roots— Equations — List of Formulae, etc. 

Architects' Handbook. — A Handbook of For- 

tnuUBf Tables and Memoranda^ for Architectural Surveyors and others 
engaged in Building. By J. T. Hurst, C.E. Fourteenth edition, royal 
32mo, roan, Sj. 

"It is no disparagement to the many excellent publications we refer to, to say that in our 
opinion this little poocet-book of Hurst's is the very best of them all, without any exception. 
It would be useless to attempt a recapitulation of the contents, for it appears to contain almost 
tverythiug that anyone connected with building could require, and, best of all, made up in a 
compact form for carrying in the pocket, measuring only 5 in. by ^ in., and about f in. thick, 
in a limp cover. We congratulate the author on the success of his laborious and practically 
compiled little book, whidi has received unqualified and deserved praise from every profes- 
sional person to whom we have shown it."— Z^ Dublin Builder. 

Architecture. — Town and Country Mansions and 

Suburban Houses^ with Notes on the Sanitary and Artistic Construction 
of Houses, illustrated by 30 plates^ containing Plans, Elevations, Per- 
spectives, and Interior Views of Executed Works in the Queen Anne, 
Classic, Old English, Adams, Jacobean, Louis XVI., and other Styles. 
By WiLWAM Young, Author of * Picturesque Architectural Studies.* 
Imp. 4to, cloth, los, 6d, 
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Architecture. — The Seven Periods of English 

Architecture^ defined and illustrated. By Edmund Sharpe, M.A., 
Architect. 20 steel engravings and 7 woodcuts^ third edition, royal 8vo, 
cloth, I2J. 6^. 

Baths. — The Turkish Bath: its Design and Con- 
struction for Public and Commercial Purposes. By R. O. Allsop, 
Architect. With plans and sections^ 8vo, cloth, 6j. 

Baths and Wash Houses. — Public Baths and 

Wash Houses, By Robert Owen Allsop, Architect, Author of * The 
Turkish Bath,* &c. With cuts and folding plates , demy 8vo, cloth, 6j. 

Belting. — Belt Driving. By George Halliday, 

Whitworth Scholar. With plates, 8vo, cloth, 3^. dd. 
CONTENTS : 
Description of different Kinds of Belts — Pressure transmitted by Belts — Length of Belt 
and Coned Pulleys — Stretching of Belts — V Pnl'eys — Arms of Pulleys — Methocl« of Use of 
the Belt discussed — Rope Gearing— Tables— Rules for finding the Pitch of Spur-Wheels, 

IBlasting. — Rock Blasting : a Practical Treatise on 

the means employed in Blasting Rocks for Industrial Purposes. By 
G. G. Andr]^, F.G.S., Assoc. Inst C.E. With 56 illustrations and 12 
plates^ 8vo, cloth, 51. 

Boilers. — A Pocket-Book for Boiler Makers and 

Steam Users, comprising a variety of useful information for Employer 
and Workman, Government Inspectors, Board of Trade Surveyors, 
Engineers in charge of Works and Slips, Foremen of Manufactories, 
and the general Steam-using Public. By Maurice John Sexton. 
Fourth e<£tion, enlarged, royal 32mo, roan, gilt edges, 5j. 

Boilers. — The Boiler-Maker^ s & Iron Ship-Builders 

Companion, comprising a series of original and carefully calculated 
tables, of the utmost utility to persons interested in the iron trades. By 
James Foden, author of 'Mechanical Tables,' etc. Second edition, 
revised, with illustrations^ crown 8vo, cloth, 5^. 

Brass Founding. — The Practical Brass and Iron- 

Founder's Guide, a Treatise on the Art of Brass Founding, Moulding, the 
Metals and their Alloys, etc. By James Larkin. New edition, revised 
and greatly enlarged, crown 8vo, cloth, lar. dd. 

Breweries. — Breweries and Mattings : their Ar- 
rangement, Construction, Machinery, and Plant. By G. Scamell, 
F.R.I.B.A. Second edition, revised, enlarged, and partly rewritten. By 
F. CoLYER, M.I.C.E., M.LM.E. With 20 plates, 8vo, cloth, I2J. 6d. 
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Bridges. — Plate Girder Railway Bridges. By 

Maurice Fitzmaurice, B.A., B.E., Mem. Inst. C.E. Plates^ 8vo, 
cloth. 6j. contents : 

Formulae and Tables of Loads and Weights for Plate Girder Bridges, with Remarks on 
the allovtrable Working Stresses to be adopted in Steel aad Iron— The Market sizes of 
Plates and Bars, and the different kinds of Bridge floors, with examples worked out in 
detaiL 

Bridges. — Elementary Theory and Calculation of 

Iron Bridges and Roofs, By August Ritter, Ph.D., Professor at the 
Polytechnic School at Aix-la-Chapelle. Translated from the third 
German edition, by H. R. Sankey, Capt. R.E. With 500 illustrations^ 
8vo, cloth, 1 5 J. 

Bridges. — Stresses in Girder and Roof Trusses 

for both Dead and Live Loads by Simple Multiplication^ with Stress 
Constants for 100 cases, for the use of Civil and Mechanical Engineers, 
Architects and Draughtsmen. By F. R. Johnson, Assoc. M. Inst. C.E. 
Part I, Girders. Part 2, Roofs. In i vol., crown 8vo, cloth, dr. ^ 

Builders' Price Book. — Spons Architects' and 

Builders* Price Book^ with useful Memoranda, By W. YoUNG. Crown 
8vo, cloth, red edges, y, dd. Published annually. 

Building. — The Clerk of Works : a Vade-Mecum 

for all engaged in the Superintendence of Building Operations. By G. G. 
HosKINS, F.R.I.B.A. Third edition, fcap. 8vo, cloth, is, 6d, 

Building. — The Builders Clerk: a Guide to the 

Management of a Builder's Business. By Thomas Bales. Fcap. 8vo, 
cloth, is, 6d, 

Canals. — Waterways and Water Transport in 

Different Countries, With a description of the Panama, Suez, Man- 
chester, Nicaraguan, and other Canals. By J. Stephen Jeans, Author 
of 'England's Supremacy,' 'Railway Problems,' &c. Numerous illus- 
trations, 8vo, doth, I4r. 

Carpentry. — The Elementary Principles of Car- 
pentry, By Thomas Tredgold. Revised from the original edition, 
and partly re-written, by John Thomas Hurst. Contained in 517 
pages of letterpress, and illustrated with 48 plates and 150 wood engrav- 
ings. Sixth edition, reprinted from the third, crown 8vo, cloth, I2s, 6d. 

Section I. On the Equality and Distribution of Forces — Section II. Resistance of 
Timber — Section III. Construction of Floors — Section IV. Construction of Roofs -^Sec- 
tion V. Construction of Domes and Cupolas — Section VI. Construction of Partitions — 
Section VII. Scaffolds, Staging, and Gantries— Section VIII. Construction of Centres for 
Bridges— Section IX. CofferKiams, Shoring, and Strutting— Section X. Wooden Bridge* 
and Yiaducts^-Section XI. Joints, Straps, and other Fastenings — Section XII. Timber. 
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Chemistry. — Practical Work in Organic Chemistry. 

By F. W. Streatfeild, F.I.C., etc, Demonstrator of Chemistry at Uie 
City and Guilds of London Institutes Technical College, Finsbury. 
With a Prefatory Notice by Professor R. Meldola, F.R.S., F.LC. 
Crown 8vo, cloth, 3^. 

Chemists' Pocket Book. — A Pocket-Book for 

Chemists^ Chemical Manufacturers^ Metallurgists ^ Dyers, Distillers, 
Brewers, Sugar Refiners, Photographers, Students, etc., etc. By Thomas 
Bayley, Assoc. R.C. Sc. Ireland, Analytical and Consulting Chemist 
and Assayer. Fifth edition, 481 pp., royal 32mo, roan, gilt edges, Ss, 

SYNOPSIS OF CONTENTS : 
Atomic Weights and Factors— Useful Data — Chemical Calculations — Rules for Indirect 
Analysis— Weights and Measures — Thermometers and Baron^eters —Chemical Physics — 
Boiling Points, etc. — ^Solubility of SubstancesF— Methods of Obtaining Specific Gravity— Con- 
version of Hydrometers — Strength of Solutions by Specific Gravity— Analysis — Gas Analysis- 
Water Analysis — Qualitative Analysis and Reactions— Volumetric Analysis — Manipulation — 
Mineralogy — Assaying — Alcohol — Beer — Sugar — Miscellaneous Technological matter 
relating to Potash, Soda, Sulphuric Add, Chlorine, Tar Products, Petroleum, Milk, Tallow, 
Photography, Prices, Wages, Appendix, etc., etc 

Coffee Cultivation. — Coffee: its Culture and 

Commerce in all Countries, Edited by C. G. Warnford Lock, F.L.S. 
Crown 8vo, cloth, 1 2s. 6d, 

A practical handbook for the Planter, treating in a thoroughly practical manner on the 
cultivation of the Plant, the management of an estate. Diseases and enemies of the Coffee 
Plant (with their prevention and cure), preparation of the berry for market, and statistics of 
local details of culture and production. Bibliography. 

Concrete. — Notes on Concrete and Works in Con- 
crete; especially written to assist those engaged upon Public Works. By 
John Newman, Assoc. Mem. Inst. C.E. Second edition, revised and 
enlarged, crown 8vo, cloth, 6j. 

Coppersmithing. — Art of Coppersmithing : a 

Practical Treatise on Working Sheet Copper into all Forms. By John 
Fuller, Sen. Numerous engravings, illustrating almost every branch of 
the Art. Royal 8vo, cloth, 12s. 6d. 

Depreciation of Factories. — The Depreciation 

of Factories and their Valuation. By Ewing Matheson, Mem. Inst. 
C.E. Second edition, revised, with an Introduction by W. C. Jackson, 
Member of the Council of the Institute of Chartered Accountants. 
8vo, cloth, 7j. 6^/. 

Drainage. — The Drainage of Fens and Low Lands 

by Gravitation and Steam Power, By W. H. Wheeler, M. Inst C.E. 
With plates, 8vo, cloth, I2j. 6^?! 

Drawing, — Hints on Architectural Draughtsman-' 

ship. By G. W. Tuxford Hallatt. Fcap. 8vo, cloth, \s. 6d. 
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Drawing. — The Draughtsman s Handbook of Plan 

and Map Drawing; including instructions for the preparation of 
Engineering, Architecturad, and Mechanical Drawings. With nunurotis 
illustrations in the text^ and y^ plates {Imprinted in colours^ By G. G. 
Andr4 F.G.S., Assoc. Inst. C.E. 4to, cloth, qj. 

Drawing Instruments. — A Descriptive Treatise 

on Mathematical Drawing Instruments: their construction, uses, quali- 
ties, selection, preservation, and suggestions for improvements, wiUi hints 
upon Drawing and Colouring. By W. F. Stanley, M.R.I. Sixth edition, 
with numerous illustrations ^ crown 8vo« cloth, 5/. 

Dynamo. — Dynamo- Tenders' Hand-Book. By 

F. B. Badt. With 70 illustrations. Third edition, i8mo, cloth, 4J. 6d. 

Dynamo. — Theoretical Elements of Electro- 

Dynamic Machinery, By A. E. Kennelly. With illustrations^ 8vo, 
cloth, 4^*. 6^. 

Dynamo -Electric Machinery. — Dynamo-Elec- 
tric Machinery: a Text-Book for Students of Electro-Technology. By 
SiLVANUs P. Thompson, B.A., D.Sc. Fifth edition, Svo, cloth, 24r. 

Earthwork ^\v^^.— Earthwork Slips and Subsi- 

dences upon Public Works : Their Causes, Prevention and Reparation. 
Especially written to assist those engaged in the Construction or 
Maintenance of Railways, Docks, Canals, Waterworks, River Banks, 
Reclamation Embankments, Drainage Works, &c., &c. By John 
■ Newman, Assoc. Mem. Inst C.E. , Author of 'Notes on Concrete,' &c. 
Crown Svo, cloth, 7^. dd. 

Electric Bells. — Electric Bell Construction : a 

treatise on the construction of Electric Bells, Indicators, and similar 
apparatus. By F. C. Allsop, Author of * Practical Electric Bell Fitting. 
fyith 177 illustrations drawn to scale, crown Svo, doth, 3J. 6d, 

Electric Bells. — A Practical Treatise on the 

fitting up and maintenance of Electric Bells and all the necessary apparatus. 
By F. C. Allsop, Author of * Telephones, their Construction and Fitting.* 
Second edition, revised, nearly 150 illustrations^ crown Svo, cloth, y, Sd, 

Electric Currents. — Polyphase Electric Currents 

and Alternate Current Motors, By SiLVANUS P. THOMPSON, B.A., 
D.Sc, M. Inst. E.E., F.K.S. Numerous cu*s and plates, demy Svo, 
cloth, I2s. 6d. 
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Electric Lighting. — Wrinkles in Electric Lighting. 

By Vincent Stephen. With illustrations. i8mo, cloth, 2J. 6//. 

CONTENTS : . 

X. The Electric Current and its production by Chemical means — 9. Production of Electrc 
Currents by Mechanical means — 3. Dynamo-Electric Machines — 4. Electric Lamp^— 
5. Lead— 6. Ship Lighting. 

Electric Telegraph. — Telegraphic Connections, 

embracing recent methods in Quadruplex Telegraphy. By Charles 
Thom and Willis H. Jones. With iilustrations. Oblong 8vo, cloth, 

Electric Testing. — A Guide for the Electric Test- 
ing of Telegraph Cables, By Col. V. Hoskicer, Royal Danish Engineers. 
Third edition, crown 8vo, cloth, 41. 6df. 

Electric Toys. — Electric Toys. Electric Toy- 
Making, Dynamo Building and Electric Motor Construction for 
Amateurs. By T. O'Conor Sloane, Ph.D. With cuts, crown 8vo, 
cloth, 4J. 6d, 

Electrical Notes. — Practical Electrical Notes and 

Definitions for the use of Engineering Students and Practical Men, By 
W. Perren Maycock, Assoc. M. Inst. E.E., Instructor in Electrical 
Engineering at the Pitlake Institute, Croydon, together with the Kules 
and Regulations to be observed in Electrical Installation Work. Second 
edition. Royal 32mo, cloth, red edges, 2J. 

Electrical Tables. — Electrical Tables and Memo- 
randa. By SiLVANUs P. Thompson, D.Sc, B.A., F.R.S., and Eustace 
Thomas. In waistcoat-pocket size (2 J in. by if in.), French morocco, 
gilt edges, with numerous illustrations , is. 

Electrical Testing. — A Handbook of Electrical 

Testing, By H. R. Kempe, M.I.E.E. Fourth edition, revised and 
enlarged, 8vo, cloth, i8j. 

Electrical Testing. — A Practical Guide to the 

Testing of Insulated Wires and Cables, By Herbert Laws Webb, 
Member of the American Institute of Electrical Engineers, and of the 
Institution of Electrical Engineers, London. Crown 8vo, cloth, 4J. (>d. 

Electricity. — The Arithmetic of Electricity: a 

Manual of Electrical Calculations by Electrical Methods. By 
T. O'Conor Sloane. Crown 8vo, cloth, 4J. td. 
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Electricity. — Short Lectures to Electrical Artisans, 

being a Course of Experimental Lectures delivered to a practical 
audience. By J. A. Fleming, M.A., D.Sc. (Lond.), Professor of Elec- 
trical Technology in University College, London. With diagrams^ 
fourth edition, crown 8vo, cloth, 4X. 

Electricity. — Electricityy its Theory, Sources, and 

Applications. By John T. Sprague, M. Inst.E.£. Third edition, 
thoroughly revised and extended, with numerous illustrations and tables, 
crown §vo, cloth, 15^. 

Electricity. — Transformers : their Tfieory, Con- 
struction, and Application Simplified, By C. D. Haskins, Assoc. Mem. 
American Institute of Electrical Engineers. Illustrated, crown 8vo, 
cloth, 4r. dd. 

Electricity in the House. — Domestic Electricity 

for Amateurs. Translated from the French of E. Hospitalier, Editor 
of 'L'Electricien,' by C. J. Wharton, M, Inst. E.E. Numerous 
illustrations. Demy 8vo, doth, dr. 

contents ! 
z. Production of the Electric Current— a. Electric Bells— 3. Automatic Alarms— 4. Domestic 
Telephones — 5. Electric Clocks— 6. Electric Lighters—^. Domestic Electric Lighting— 
8. Domestic Application of the Electric Light— 9. Electric Motors— 10. Electrical Locomo> 
tion— zz. Electrotyping. Plating, and Gilding— za. Electric Recreations— 'Z3. Various appli* 
cations— Workshop of the Electrician. 

Electro-Magnet.- The Electro-Magnet and Electro- 

magnetic Mechanism. By Silvanus P. Thompson, D.Sc, F.R.S. 
With 213 illustrations. Second edition, 8vo, cloth, 15J. 

Electro-Motors. — Notes on design of Small Dy 

name. By Geo. Halliday, Whitworth Scholar, Professor of Engineer- 
ing at the Hartley Institute, Southampton. Plates, 8vo, cloth, 2J. 6</. 

Electro-Motors. — The practical management of 

Dynamos and Motors, By Francis B. Crocker, Professor of Electrical 
Engineering, Columbia College, New York, and Schuyler S. Wheeleb, 
D.Sc. . Cuts, crown 8vo, cloSi, 4j. (id. 

Engineering Drawing. — Practical Geometry, 

Perspective and Engineering Drawing ; a Course of Descriptive Geometry 
adapted to the Requirements of the Engineering Draughtsman, indudin g 
the determination of cast shadows and Isometric Projection, each chapter 
being followed by numerous examples ; to which are added rules for 
Sha£ng, Shade-lining, etc., together with practical instructions as to the 
Lining, Colouring, Printing, and general treatment of Engineering Draw- 
ings, with a chapter on drawing Instruments. By George S. Clarke, 
Capt. K.E. Second edition, with 21 plcUes. 2 vols., cloth, lox. 6d. 
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Engineers' Tables. — A Pockei-Book of Useful 

Formula and Memoranda for Civil and Mechanical Engineers, By Sir 
Guilford L. Molesworth, Mem. Inst. C.E., and R. B. Molesworth. 
With numerous illustrations^ 782 pp. Twenty-third edition, 32mo, 
roan, 6j. synopsis op contents : 

Surveying, Levelling^ etc.— Strength and Weight of Materials—Earthwork, Brickwork, 
Masonry, Arches, etc.— Struts, Columns, Beams, and Trusses — Floormg, Roofing, and Root 
Trusses— Girders, Bridges, etc. — Railways and Roads— Hydraulic Formulae — Canals. Sewers, 
Waterworks, Docks— Ungation and Breakwaters— Gas, Ventilation, and Warming^Heai, 
Light, Colour, and Sound — Gravity : Centres, Forces, and Powers — Millwork, Teeth of 
Wheels, Shafting, etc.— Workshop Recipes — Sundry Machinery— Animal Power— Steam and 
the Steam En^ne— Water-power, Water-wheels, Turbines, etc. — Wind and Windmills-r- 
Steam Navigation, Ship Building, Tonnage, etc.— Gunnery, Projectiles, etc.--^eigbts, 
Measures, and Money— Trigonometry,- Conic Sections, and Curves— Telegraphy— Mensura- 
tion— Tables of Afeas and Circumference, and Arcs of Circle.s — ^Logarithms, Square and 
Cube Roots, Powers— Reciprocals, etc. — Useful Numbers— >Differentiau and Integral Calcu- 
lus—Algebraic Signs— 'Telegraphic Construction and Formulae. 



Engineers' Tables. — Spons Tables and Memo- 
randa for Engineers, By J. T. HuRST, C.E. Twelfth edition, revised and 
considerably enlarged, in waistcoat-pocket size (2f in. by 2 in.), roan, 
gilt edges, u. 

Experimental Science. — Experimental Science : 

Elementary, Practical, and Experimental Physics. By Geo. M. Hopkins. 
Illustrated by 890 engravings, 840 pp., 8vo, cloth, i6j. 

Factories. — Our FactorieSy Workshops, and Ware- 

l^ousesi their Sanitary and Fire-Resisting Arrangements. By B. H. 
Thwaite, Assoc Mem. Inst C.E. With 183 w^ engravings , crown 
8vo, cloth, 9^. 

Fermentation. — Practical Studies in Fermentation, 

being contributions to the Life History of Micro-Organisms. By Emil 
Ch. Hansen, Ph.D. Translated by Alex. K. Miller, Ph.D., 
Manchester, and revised by the Author. With numerous illustrations^ 
8vo, cloth, I2s, 6d. 

Foundations. — Notes on Cylinder Bridge Piers 

and the Well System of Foundations, By JOHN Newman, Assoc. M. 
Inst. C.E., 8vo, cloth, 6j. 

Founding. — A Practical Treatise on Casting and 

Foundings including descriptions of the modem machinery employed in 
the art. By N. E. Spretson, Engineer. Fifth edition, with 82 plates 
drawn to scale, 412 pp., demy 8vo, cloth, i8f. 

French Polishing. — The French - Polishers 

Manual, By a French- Polisher; containing Timber Staining, Washing, 
Matching, Improving, Painting, Imitations, Directions for Staining, 
Sizing, Embodying, Smoothing, Spirit Varnishing, French-Polishing, 
Directions for Repolishing. Third edition, royal 32mo, sewed, 6d, 
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Furnaces. — Practical Hints on the Working and 

Construction of Regenerator Furnaces, being an Explanatory Treatise on 
the System of Gaseous Firing applicable to Retort Settings in Gas 
Works. By Maurice Graham, Assoc. Mem. Inst. C.E. Cuts, 8vo, 
doth, 3J. 

Gas Analysis. — The Gas Engineers' Laboratory 

Handbook, By John Hornby, F.I.C, Honours Medallist in Gas 
Manipulation, City and Guilds of London Institute. Numerous illus- 
trations, crown 8vo, cloth, dr. 

CONTENTS : 
The Balance— Weights and Weighing— Sampling—Mechanical Divbion — ^Drying and 
Desiccation — Solution and Evaporation — Precipitation — Filtration and Treatment o( 
Precipitates— Simple Gravimetric Estimations — Volumetric Analyses — Special Analyses 
required by Gas Works— Technical Gas Analysis — Gas Referees' Instructions, etc. etc. 

Gas Kngines. — Gas and Petroleum Engines: a 

Practical Treatise on the Internal Combustion Engine. By Wm. Robin- 
son, M.E., Senior Demonstrator and Lecturer on Applied Mechanics, 
Physics, &c., City and Guilds of London College, Finsbury, Assoc. Mem. 
Inst. C.E., &c. Numerous illustrations, 8vo, cloth. 

Gas Engineering. — Manual for Gas Engineering 

Students, By D. Lee. i8mo, cloth, Ij.' 

Gas Works. — Gas Works: their Arrangement,- 

Construction, Plant, and Machinery. By F, Colyer, M. Inst. C.E. 
WUh ^1 folding plates, 8vo, doth, I2j. 6d, 

Gold Mining. — Practical Gold-Mining : a Com- 
prehensive Treatise on the Origin and Occurrence of Gold-bearing Gravels, 
Rocks and Ores, and the Methods by which the Gold is extracted. By 
C. G. Warn FORD Lock, co- Author of * Gold : its Occurrence and Extrac- 
tion.' IVitA 8 plates and 275 engravings in the text, 788 pp., royal 8vo, 
cloth, 2/. 2J-. 

Graphic Statics. — The Elements of Graphic Statics. 

By Professor Karl Von Ott, translated from the German by G. S. 
Clarke, Capt R.E., Instructor in Mechanical Drawing, Royal Indian 
Engineering College. fVith 93 illustrations, crown 8vo, cloth, 5j. 

Graphic Statics. — The Principles of Graphic 

Statics, By George Sydenham Clarke, Capt. Royal Engineers. 
With 112 illustrations. Second edition, 4to, doth, I2x. 6(/« 

Graphic Statics. — Mechanical Graphics. A 

Second Course of Mechanical Drawing. With Preface by Prof. Perry, 
B.Sc., F.R.S. Arranged for use in Technical and Science and Art Insti- 
tutes, Schools and Colleges, by George Halliday, Whitworth Scholar. 
With illustrations, 8vo, cloth, 6j. 
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Graphic Statics. — A New Method of Graphic 

Staticsy applied in the construction of Wrought- Iron Girders, practically 
illustrated by a series of Working Drawings of modem type. By 
Edmund Olander, of the Great Western Railway, Assoc. Mem. Inst. 
C.E. Small folio, cloth, lOf. (xi. 

Heat Engine. — Theory and Construction of a 

Natural Heat Motor, Translated from the German of Rudolf Diesel 
by Bryan Donkin, Mem. Inst. C.E. Numerous cuts and plates^ 8vo, 
cloth, dr. 

Hdt ^aX&T.—Hot Water Supply: a Practical 

Treatise upon tlie Fitting of Circulating Apparatus in connection with 
Kitchen Range and other Boilers, to supply Hot Water for Domestic and 
General Purposes, With a Chapter upon Estimating, By F. Dye. 
With illustrations, crown 8vo, cloth, Jj. 

Hot Water. — Hot Water Apparatus: an Ele- 
mentary Guide for the Fitting and Fixing of Boilers and Apparatus for 
the Circulation of Hot Water for Heating and for Domestic Supply, and 
containing a Chapter upon Boilers and Fittings for Steam Cooking. By 
F. Dye. 32 illustrations, fcap. 8vo, cloth, \s, 6d. 

Household Manual. — Spons' Household Manual : 

a Treasury of Domestic Receipts and Guide for Home Management. 
Demy 8vo, cloth, containing 975 ps^es and 250 illustrations, price ^s. 6d. 

PRINCIPAL contents: 
Hints for selecting a good House — Sanitation — ^Water Supply — ^Ventilation and Warming 
— Lighting — Furniture and Decoration — ^Thieves and Fire — The Larder — Curing Foods for 
lengUiened Preservation— The Dairy— The Cellar— The Pantry— The Kitchen— Receipts for 
Dishes — The Housewife's Room— Housekeepinc:, Marketing — The Dtning-Room — The 
Drawing-Room— The Bedroom— The Nursery— The Sick- Room— The Bath-Room— The 
Laundry— The School-Room— The Playground— The Work-Room— The Library^The 
Garden — ^The Farmyard — Small Motors — Household Law. 

House Hunting. — Practical Hints on Taking a 

House, By H. Percy Boulnois, Mem. Inst. C.E.. City Engineer, 
Liverpool, Author of * The Municipal and Sanitary Engineer's Hand- 
book,* * Dirty Dustbins and Sloppy Streets,* &c. i8mo, cloth, is, 6d, 

Hydraulics. — Simple Hydraulic Formula. By 

T. W. Stone, C.E., late Resident District Engineer, Victoria Water 
Supply. Crown 8vo, cloth, 4J, 

Hydraulic yidiChincTy.— Hydraulic Steam and 

Hand-Power Lifting and Pressing Machinery, By Frederick Colyer, 
M. Inst, C.E., M. Inst. M.E. Second edition, revised and enlarged. With 
^% plates, 8vo, cloth, 28*. 
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Hydraulic Motors. — Water or Hydraulic Motors. 

By Philip R. Bjorling. With 206 illustraHons, crown 8vo, cloth, 9^. 

CONTENTS : 
t. Introduction — 3. Hydraulics relating to Water Motors— ^. Water-wheels— 4. Breast 
Water-wheels— 5. Overshot and High-breast Water'wheel»-^. Pelton Water-wheels— 7. 
General Remarks on Water-wheels— 8. Turbines— o. Outward-flow Turbines — xo. Inward- 
flow Turbines — 11. Mixed-flow Turbines — xa. Parallel-flow Turbines— 13. Circumferential- 
flow Turbines — 14. Regulation of Turbines— 15. Details of Turbines— 16. Water-pressure or 
Hydraulic Engines— 17. Reciprocating Water-pressure Engines— z8. Rotative Water- 
pressure Engines — xo. Oscillating Water-pressure Engines— ao. RoUry Water-pressure 
Engines^-^az. General Remarks and Rules for Water-pressure Engines— sa. Hydrauhc Rams 
— 33. Hydraulic Rams without Air Vessel in Direct Communication with the Drive Pip^— 
34. Hydraulic Rams with Air Vessel in Direct Communication with the Drive Pipe— 25. 
Hydraulic Pumping Rams— a6. Hydraulic Ram Engines— 37. Details of Hydraulic Rams— 
aS. Rules, Formulas, and Tables for Hydraulic Rams — 99. Measuring Water in a Stream 
and over a Weir— Index. 

Hydropathic Establishments. — The Hydro- 
pathic Establishment and its Baths» By R. O. Allsop, Architect. 
Author of * The Turkish Bath.' Illustrated with plates and sections^ 8vo, 

cloth, 5j, CONTENTS : 

General Considerations — Requirements of the Hydropathic Establishment — Some existing 
Institutions — Baths and Treatments and the arrangement of the Bath-House — ^Vapour Baths 
and the Russian Bath — ^The Douche Room and its appliances — Massage and Electrical 
Treatment— Pulverisation and the Mont Dore Cure — Inhalation and the Pine Cure— The 
Sun Bath. 

Ice Making. — Theoretical and Practical Ammonia 

Refrigeration^ a work of Reference for Engineers and others employed in 
the management of Ice and Refrigeration Machinery. By Iltyd L. 
Redwood, Assoc. Mem. Am. Soc. of M.E., Mem. Soc. Chemical Indus- 
try. With 2,"^^ plates. Square i6mp, cloth, 4r. 6</. 

Indicator. — Twenty Years with the Indicator. By 

Thomas Pray, Jun., C.E., M.E., Member of the American Society of 
Civil Engineers. With illustrations^ royal Svo, cloth, lor. dd. 

Indicator. — A Treatise on the Richards Steam- 

Engine Indicator and the Development and Application of Force in the 
Steam-Engine. By Charles T. Porter. With illustrations. Fourth 
edition, revised and enlarged, Svo, cloth, 9J. 

Induction Coils. — Induction Coils and Coil 

Making : a Treatise on the Construction and Working of Shock, Medical 
and Spark Coils. By F. C. Allsop, With 118 illustrations^ crown Svo, 
cloth, 3x. dd. 

Iron. — The Mechanical and other Properties of Iron 

and Steel in connection with their Chemical Composition. By A. VOSMAER, 
Engineer. Crown Svo, cloth, 6j. 

CONTENTS : 
The metallurgical behaviour of Carbon with Iron and Steel, also Manganese— Silicon — 
Phosphorus — Sulphur — Copper— Chromium — Titanium— Tungsten— Aluminiumr— Nickel-— 
Cobalt— Arsenic— Analyses of Iron and Steel, &c. 
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Iron Manufacture. — Roll- Turning for Sections in 

Steel and Iron, working drawings for Rails, Sleepers, Girders, Bulbs, 
Ties, Angles, &c, also Blooming and Cogging for Plates and Billets^ 
By Adam Spencer. Second edition, with 78 large plates. Illustrations 
of nearly every doss of work in this Industry. 4to, cloth, i/. icxr. 

LfOComotive. — The Construction of the Modern 

Locomotive, By George Hughes, Assistant in the Chief Mechanical 
Engineer's Department, Lancashire and Yorkshire Railway. Numerous 
engravings^ 8vo, cloth, 9^, 

CONTENTS : 
The Boiler- The Foundry^-the Use of Steel Ca'tings— Brass Foundry— The Forge- 
Smithy, includiag Springs— Coppersmiths' Woik — ^The Machine Shop — Erecting. 

Lfime and Cement. — A Manual of Lime and 

Cement^ their treatment and use in construction. By A. H. Heath. 
Crown 8vo, cloth, 6j. 

Lfiquid Fuel. — Liquid Fuel for Mechanical and 

Industrial Purposes. Compiled by E. A. Brayley Hodgetts. With 
wood engravings, 8vo, cloth, 5j. 

Machinery Repairs. — The Repair and Mainten- 

ance of Atachiftery ; a Handbook of Practical Notes and Memoranda for 
Engineers and Machinery Users. By T. W. Barber, C.E , M.E., 
Author of * The Engineers' Sketch Book.* With about 400 illustrations^ 
8vo, cloth, loj. 6df. 

contents : 

Steam Boilers — Prime Movers— Wind Motors and A'r Engines— Water Motors- 
Transmission of Power — Hoisting Machinery^Transport— Machine and Hand Tool!»— 
Wood Machinery— Pipe Work— Presses— Printing— Repairing Shops and Tools— Laundries. 

Magneto Hand Telephone. — The Magneto 

Hand Telephone, Its construction, fitting-up, and adaptability to every- 
day use. By Norman Hughes. Cuts^ i2mo, cloth, 3^. 6^^. 

Mechanical Engineering. — Handbook for Me- 
chanical Engineers. By Henry Adams, Professor of Engineering at 
the City of London College, Mem. Inst. C.E., Mem. InsL M.E., &c. 
Second edition, revised and enlarged. Crown 8vo, cloth, 6j, 

contents : 

Fundamental Principles of Mechanics^-Varieties and Properties of Materials— Strength 
of Materials and Structures — Pattern Making — Moulding and Founding— Forging, Weldmg 
and Riveting — Workshop Tools and General Machinery — ^Transmission of Power, Friction 
and Lubrication— Thermodynamics and Steam — Steam Boilers — ^The Steam Engine— Hy- 
draulic Machinery— Electrical Engineering — Sundry Notes and Tables. 
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Mechanical Engineering. — The Mechanician : 

a Treatise on the Construction and Manipulation of Tools, for the use and 
instruction of Young Engineers and Scientific Amateurs, comprising the 
Arts of Blacksmithing and Forging ; the Construction and Manufacture 
of Hand Tools, and the various Methods of Using and Grinding them ; 
description of Hand and Machine Processes ; Turning and Screw Cutting. 
By Cameron Knight, Engineer. Containing 1147 Hiustrations^ and 
397 p^es of letter-press. Fourth edition, 4to, cloth, iSf. 

Mechanical Movements. — The Engineers^ Sketch- 
Book of Mechanical Movements, Devices ^ Appliances, Contrivances, Details 
employed in the Design and Construction of Machinery for every purpose. 
Collected from numerous Sources and from Actual Work. Classified and 
Arranged for Reference. Nearly 2000 Illustrations, By T. W. Barber, 
Engineer. Second edition, 8vo, cloth, 7j. 6^. 

Metal Plate VJov^.—Meial Plate Work: its 

patterns and their Geometry, Also Notes on Metals and Rules in Men- 
suration for the use of Tin, Iron, and Zinc Plate-workers, Coppersmiths, 
Boiler-makers and Plumbers, By C. T. MiLLis, M.l.M.E. Second 
edition, considerably enlarged. With numerous illustrations. Crown 
8vo, cloth, 9J. 

Metrical Tables. — Metrical Tables. By Sir G. L. 

MoLESWORTH, M.I.C.E. 32mo, cloth, \s, 6d. 

Mill-Gearing. — A Practical Treatise on Mill-Gear- 
ing, Wheels, Shafts, Riggers, etc, ; for the use of Engineers. By Thomas 
Box. Third edition, with 11 plates. Crown 8vo, doth, Js, 6d, 

Mill - Gearing. — The Practical Millwright and 

Engineer's Ready Reckoner; or Tables for finding the diameter and power 
of cog-wheels, diameter, weight, and power of shafts, diameter and 
strength of bolts, etc. By Thomas Dixon. Fourth edition, i2mo,. 
cloth, 3/. 

Miners' Pocket-Book: — Miners' Pocket-Book ; a 

Reference Book for Miners, Mine Surveyors, Geologists, Mineralogists, 
Millmen, Assayers, Metallurgists, and Metal Merchants all over the 
world. By C. G. Warnford Lock, author of * Practical Gold Mining,* 
* Mining and Ore-Dressing Machinery,' &c Second edition, fcap. Svo,. 
roan, gUt edges, I2J. ^. contents : 

Motive Power— Dams and Reservoirs — ^Transmitting Power— Weights and Measures- 
Prospecting — Boring — Drilling — Blasting— Explosives — Shaft Sinking — Pumping— Venti- 
lating— Lighting— Coal Cutting — Hauling and Hoisting— Water Softening— Stamp Batteries 
—Crushing Rolb— Jordan's Centrifugal Process — River Mining — Ore Dressing— Gold, Silver, 
Copper Smelting— Treatment of Ores — Coal Cleaning— Mine Surveying— British Rocks — 
Geological Maps— Mineral Veins— Mining Methods — Coal Scams— Minerals— Precious. 
Stones— Metals and Metallic Ores— Metalliferous Minerals— Assaying— Glossary— List oi 
Useful Book»— Index, &C( &C., &c. 
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Mining and Ore-Dressing Machinery.^— By 

C. G. Warnford Lock, Author of * Practical Gold Mining.* Numerous 
illustrations^ super-royal 4to, cloth, 25J. 

Mining. — Economic Mining; a Practical Hand- 
book for the Miner, the Metallurgist, and the Merchant. By C. G. 
Warnford Lock, Mem. Inst, of Mining and Metallurgy, Author of 
•Practical Gold Mining.' With illustrations^ 8vo, cloth, 2ij. 

Municipal Engineering. — The Municipal and 

Sanitary Engineer's Handbook, By H. PERCY Boulnois, Mem. Inst. 
C.E., Borough Engineer, Portsmouth. With numerous illustrations. 
Second edition, demy 8vo, cloth, 15J. 

CONTENTS : 

The Appointment and Duties of the Town Surveyori—TraflSc— Macadamised Roadways- 
Steam Rolhng— Road Metal and Breaking — Pitched Pavements — Asphalte — Wood Pavements 
— Footpaths — Kerbs and Gutters—Street Naming and Numbering —Street Lighting — Sewer- 
age — ^Ventilation of Sewers — Disposal of Sewage — House Drainage — Disinfection— Gas and 
Water Companies, etc.. Breaking up Streets — Improvement of Private Streets — Borrowing 
Powers— Artizans' and Labourers' Dwellings— Public Conveniences — Scavenging, including 
Street Cleansing — Watering and the Removing of Snow— Planting Street Trees— Deposit o* 
Plans— Dangerous Buildings — Hoardings — Obstructions — Improving Street Lines — Cellar 
Openings— Public Pleasure Grounds — Cemeteries — Mortuaries — Cattle and Ordinary Markets 
—Public Slaughter-houses, etc.— Giving numerous Forms of Notices, Specifications,- and 
General Information upon these and other subjects of great importance to Municipal Engi- 
neers and others engaged in Sanitary Work. 

Paints. — Pigments^ Paint and Painting. A 

Practical Book for Practical Men. By George Terry. With illus- 
trationsy crown 8vo, cloth, ^s, 6d, 

Paper Manufacture. — A Text-Book of Paper- 

Making. By C. F. CROSS and E. J. Bevan. With engravings, crown 
8vo, cloth, I2J. 6d, 

Perfumery. — Perfumes and their Preparation^ 

containing complete directions for making Handkerchief Perfumes, 
Smelling Salts, Sachets, Fumigating Pastils, Preparations for the care of 
the Skin, the Mouth, the Hair, and other Toilet articles, with a detailed 
description of aromatic substances, their nature, tests of purity, and 
wholesale manufacture. By G. W. Askinson, Dr. Chem. With 32 
engravings, 8vo, cloth, I2J-. 6^. 

Perspective. — Perspective^ Explained and Illus- 
trated, By G. S. Clarke, Capt. R.E. With illustrations, 8vo, cloth, 
y,6d. 

Phonograph. — The Phonograph, and How to Con- 
struct it. With a Chapter on Sound. By W. GiLLETT, With engravings 
and full working drawings, crown 8vo, cloth, Sj. 
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Popular Engineering. — Popular Engineerings 

bang interesting and instructive examples in Civil, Mechanical, Electrical, 
Chemical, Mining, Military and Naval Engineering, graphically and 
plainly described, and specially written for those about to enter the 
Engineering Profession and the Scientific Amateur, with chapters on 
Perpetual Motion and Engineering Schools and Colleges. By F. Dye. 
Wiih *jQO illustrations, crown 4to, cloth, is, 6d, 

Plumbing. — Plumbings Drainage, Water Supply 

and Hot WcUer Fitting, By John Smeaton, C.E., M.S.A., R.P., 
Examiner to the Worshipful Plumbers* Company. Numerous engramngs^ 
8vo, cloth, 7j. 6d. 

Pumping Engines. — Practical Handbook on 

Direct-acting Pumping Engine and Steam Pump Construction. By 
Philip R. Bj5rling. With 20 plates ^ crown 8vo, cloth, 51. 

Pumps. — A Practical Handbook on Pump Con- 
struction, By Philip R. Bjorling. Plates^ crown 8vo, cloth, 5J. 

CONTENTS : 
Principle of the action of a Pump — Classification of Pumps — Description of various 
classes of Pumps — Remarks on designing Pump»— Materials Pumps should he made of for 
different kinds of Liquids — Description of various classes of Pump-valves — Materials Pump- 
valves should be made of for different kinds of Liquids — Various Classes of Pumi>-buckets— 
On designing Pump-buckets — Various Classes of Pump-pistons — Cup-leathers — Air^essels — 
Rules and Formulas, &c, &c. 

Pumps. — Pump Details. With 278 illustrations. 

By Philip R, Bjorling, author of a Practical Handbook on Pump 
Construction. Crown 8vo, cloth, *js, 6d, 

CONTENTS : 
Windbores— Foot-valves and Strainers — Clack-pieces, Budcet-door-pieces, and H -pieces 
Working-barrels and Plunger-cases — Plungers or Rams — Piston and Plunger, Bucket and 
Plunger, Buckets and Valves — Pump-rods and Spears, Spear-rod Guides, &c. — Valve-swords, 
Spindles, and Draw-hooks — Set-oflfs or Off-sets — Pipes, Fipe-joints, and Pipe-stays — Pump- 
slings— Guide-rods and Guides, Kites, Yokes, and Connecting-rods — L Bobs, T Bobs, 
Angle or V Bobs, and Balance-beams, Rock-arms, and Fend-off Beams, Cisterns, and Tanks 
^Minor Details. 

Pumps. — Pumps and Pumping Machinery. By 

F. COLYER, Mem. Inst. C.E., Mem. Inst. M.E. Part I., second edition, 
revised and enlarged, with 50 plates, 8vo, cloth, i/. &f. 

CONTENTS : 
Three-throw Lift and Well Pumps— Tonkin's Patent " Cornish " Steam Pump— Thome- 
will and Warham's Steam Pump— Water Valves — Water Meters — Centririigal Pumping 
Machinery — Airy and Anderson's Spiral Pumps — Blowing Engines — Air Compressors — 
Horizontal High-pressure Engines — Horizontal Compound Er.sines—Reidler Engine— Ver- 
tical Compound i'umping Engines — Compound Beam Pumping Engines — Shonheyder's 
Patent Regulator — Cornish Beam Engines — Worthineton High-<luty Pumping Engine — 
Davy's Patent Differential Pumping Engine — Tonkin's ratent Pumping Engine — Lancashire 
Boiler— Babcock and Wilcox Water-tube Boilers. 
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Pumps. — Pumps, Historically, Theoretically, and 

Practically Considered, By P. R. BjoRLiNG. With 156 illustrations. 
Crown 8vo, cloth, 7j, 6^/. 

Quantities. — A Complete Set of Contract Documents 

for a Country Lodge, comprising Drawings, Specifications, Dimensions 
(for quantities), Abstracts, Bill of Quantities, Form of Tender and Con- 
tract, with Notes by J. Leaning, printed in facsimile of the original 
documents, on single sheets fcap., in linen case, 5^. 

Quantity Surveying. — Quantity Surveying. By 

J. Leaning. "With 42 illustrations. Second edition, revised, crown 8vo, 
cloth, 9^. 

contents : 

A complete Explanation of the London I Schedule of Prices. 

Practice. Form of Schedule of Prices. 

General Instructions. Analysis of Schedule of Prices. 

Order of Taking Off. Adjustment of Accounts. 

Modes of Measurement of the various Trades. | Form of a Bill of Variations. 

Use and Waste. j Remarks on Specifications. 

Ventilation and Warming, Prices and Valuation of Work, with 

Credits, with various Examples of Treatment. ' Examples and Remarks upon each Trade. 

Abbreviations. I The Law as it affects Quantity Surveyors, 

Squarin^^ the Dimensions. | with Law Reports. 

Ahstractmg, with Examples in illustration of { Taking Off after the Old Method. 

each Trsule. : Northern Practice. 

Billing. 1 The General Statement of the Methods 

Examples of Preambles to each Trade. | recommended by the Manchester Society 

Form for a Bill of Quantities. of Architects for taking Quantities. 

Do. Bill of Credits. 1 Examples of Collections. 

Do. Bill for Alternative Estimate. I Examples of '* Taking Off" in each Trade. 

Restorations and Repairs, and Form of BilL ' Remarks on the Past and Present Methods 

Variations before Acceptance of Tender. ^ of Estimating. 

Errors in a Builder's Estimate. | 

Railway Curves. — Tables for Setting out Curves 

for Railways, Canals, Hoods, etc, varying from a radius of five chains 
to three miles. By A. Kennedy and R, W. Hackwood. IllustraUd, 
32mo, cloth, is, 6d. 

Roads. — TAe Maintenance of Macadamised Roads. 

By T. CODRINGTON, M.I.C.E., F.G.S., General Superintendent of 
County Roads for South Wales. Second edition, 8vo, cloth, 7^. 6^. 

Scamping Tricks. — Scamping Tricks and Odd 

Knowledge occasionally practised upon Public Works, chronicled from the 
confessions of some old Practitioners. By John Newman, Assoc. M. 
Inst. C.E., author of * Earthwork Slips and Subsidences upon Public 
Works,' * Notes on Concrete,' &c. Crown 8vo, cloth, 2s, 6d. 

Screw Cutting. — Turners Handbook on Screw 

Cutting, Coning, etc, etc., with Tables, Examples, Gauges, and 
Formulae. By Walter Price. Fcap. 8vo, cloth, is. 
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Screw Cutting. — Screw Cutting Tables for En- 
gineers and Machinists^ giving the values of the different trains of Wheels 
required to produce Screws of any pitch, calculated by Lord Lindsay. 
Oblong, cloth, 2J. 

Screw Cutting. — Screw Cutting Tables, for the 

use of Mechanical Engineers, showing the proper arrangement of Wheels 
for cutting the Threads of Screws of any required pitch, with a Table for 
making the Universal Gas-pipe Threads and Taps. By W. A. Ma&tin, 
Engineer. Second edition, oblong, cloth, u. 

Slide Valve. — A Treatise on a Practical Method 

of Designing Slide- Valve Gears by Simple Geometrical Construction^ based 
upon the principles enunciated in Euclid's- Elements, and comprising the 
various forms of Plain Slide- Valve and Expansion Gearing ; together with 
Stephenson's, Gooch's, and Allan's Link-Motions, as applied either to 
reversing or to variable expansion combinations. By Edward J. Cow- 
ling W£LCH, Mem. Inst. M.E. Crown 8vo, cloth, 6j. 

Soap. — A Treatise on the Manufacture of Soap and 

Candles^ Lubricants and Glycerine. By W. Lant Carpenter, B.A., 
B.Sc. With illustrations^ new edition, revised, crown 8vo, I2J. td. 

Stair Building. — Practical Stair Building and 

Handrailing by the Square Section and Falling Line System, By W. H. 
Wood, Folding plates, post 4to, cloth, los. 6d. 

Steam Boilers. — Steam Boilers, their Manage- 
ment and Working on land and sea. By James Peattie. With 
illustrations^ crown 8vo, cloth, 5j. 

Steam Engine. — A Practical Treatise an the 

Steam Engine, containing Plans and Arrangements of Details for Fixed 
Steam Engines, with Essays on the Principles involved in Design and 
Construction. By Arthur Rigg, Engineer, Member of the Society of 
Engineers and of the Royal Institution of Great Britain. Demy 4to, 
copiously illustrated with woodcuts and 103 plates, in one Volume. 
Second edition, cloth, 25J. 
This work is not» in any sense, an elementary treatise, or history of die steam engine, but 
is intended to describe examples of Fixed Steam Engines without entering into the wide 
domain of locomotive or marine practice. To this end illustrations will be given of the most 
recent arrangements of Horizontal, Vertical. Beam, Pumping, Winding, Portable, Semi- 
portable, Coruss, Alien, Compound, and other similar Engines, by the most eminent Firms in 
Crreat Britain and America. The laws relating to the action and precautions to be observed 
in the construction of the various deuils, such as Cylinders, Pbtons, Piston-rods, Connecting- 
rods, Cross-heads, Motion-blocks, Eccentrics, Simple, Expansion, Balanced, and Equililmum 



illustrations from every possible source, and give only those rules that present practice deems 
correct. 

B 
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Steam Engine. — The Steam Engine considered as 

a Thermodynamic Machine^ a treatise on the Thermodynamic efficiency 
of Steam Engines, illustrated by Tables, Diagrams, and Examples from 
Practice. By Jas. H. Cotterill, M.A., F.R.S., Professor of Applied 
Mechaiiics in the Royal Naval College. Third edition, revised and 
enlarged, 8vo, cloth, 15J. 

Steam Engine. — Steam Engine Management ; a 

Treatise on the Working and Management of Steam Boilers. By F. 
CoLYER, M. Inst. C.E., Mem. Inst. M.E, New edition, i8mo, doth, 
3J. dd. 

Steam Engine. — A Treatise on Modem Steam 

Engines and Boilers^ including Land, Locomotive and Marine Engines 
and Boilers, for the use of Students. By Frederick Colyer, M. Liist. 
C.E., Mem. Inst M.E. With ^fi plaits. 4to, cloth, I2j. (id, 

contents : 

I. Introduction — a. Original Engines— 3. Boilers— 4. High-Pressure Beam Engines— 5. 
Cornish Beam Engines— 6. Horizontal Engines — 7. Oscillating Engines — 8. Vertioil High- 
Pressure Engines^- 9. Special Engines— xo. Portable Engines— zx. Locomotive Engines— 
13. Marine Engines. 

Sugar. — A Handbook for Planters and Refiners ; 

being a comprehensive Treatise on the Culture of Sugar-yielding Plants, 
and on the Manufacture, Refining, and Analysis of Cane, Palm, Maple, 
Melon, Beet, Sorghum, Milk, and Starch Sugars ; with copious 
Statistics of their Production and Commerce, and a chapter on the 
Distillation of Rum. By C. G. Warnford Lock, F.L.S., &c. ; 
L. E. R. Newlands, F.C.S., F.LC, Mem. Council Soc. Chemical 
Industry; and J. A. R. Newlands, F.C.S., F.LC. Upwards 0/ 20Q 
illustrations and many plates, 8vo, cloth, i/. I ox. 

Surveying. — A Practical Treatise on the Science of 

Land and Engineering Surveying, Levelling, Estimating Quantities, etc., 
with a general description of the several Instruments required for Sur- 
veying, Levelling, Plotting, etc By H. S. Merrett. Fourth edition, 
revised by G. W. Usill, Assoc. Mem. Inst. C.E. 41 plates, with illus- 
trations and tables, royal Svo, cloth, 12s. 6d, 

Surveying and Levelling. — Surveying and 

Levelling Instruments theoretically and practically dtscribtd^ for construc- 
tion, qualities, selection, preservation, adjustments, and uses, with other 
apparatus and appliances used by Civil Engineers and Surveyors. By 
W. F. Stanley. Second edition, 350 cuts, crown Svo, cloth, 7^. dflf. 
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Tables of Logarithms. — A B C Ftve-Ftgure 

Logarithms for general use. By C. J. Woodward, B.Sc. Containing 
Mantissae of numbers to 10,000. Log. Sines, Tangents, Cotangents, and 
Cosines to 10'' of Arc. Together with full explanations and simple 
exercises showing use of the tables. 4^. 

Tables of Squares. — Barlow's Tables 0/ Squares, 

Cubes ^ Square Roots ^ Cube Roots, Reciprocals of all Integer Numbers up to 
io,ooa Post 8vo, cloth, ts. 

Telephones. — Telephones, their Construction ana 

Fitting, By F. C. Allsop. Second edition, revised and enlarged. With 
210 illustrations. Crown 8vo, cloth, 5^. 

Tobacco Cultivation. — Tobacco Growing, Curing, 

and Manufacturing; a Handbook for Planters in all parts of the world. 
Edited by C. G. Warnford Lock, F.L.S. With illustrations. Crown 
8vo, cloth, ^s, 6d, 

Tropical Agriculture. — Tropical Agriculture: a 

Treatise on the Culture, Preparation, Commerce and Consumption of the 
principal Products of the Vegetable Kingdom. By P. L, Simmonds,. 
F.L.S., F.R.C.I. New edition, revised and enlarged, 8vo, cloth, 21s, 

Turning. — The Practice of Hand Turning in Woody 

Ivory, Shell, etc,, with Instructions for Turning such Work in Metal as- 
may be required in the Practice of Turning in Wood, Ivory, etc ; also 
an Appendix on Ornamental Turning. (A book for beginners.) By 
Francis Campin. Third edition, with wood engravings, crown 8vo, 
cloth, 3J. 6d. 

Valve Gears. — Treatise on Valve- Gears, with 

special consideration of the Link-Motions of Locomotive Engines. By 
Dr. GusTAV Zeuner, Professor of Applied Mechanics at the Confede- 
rated Polytechnikum of Zurich. Translated from the Fourth German 
Edition, by Professor J. F. Klein, Lehigh University, Bethlehem, Pa. 
Illustrated, 8vo, doth, 12s, 6d, 

Varnish. — The practical Polish and Varnish-Maker ; 

a Treatise containing 750 practical Receipts and Formulae for the Manu- 
facture of Polishes, Lacquers, Varnishes, and Japans of all kinds, for 
workers in Wood and Metal, and directions for using same. By H. C. 
Standage (Practical Chemist), author of 'The Artist's Manual of 
Pigments.* Crown 8vo, cloth, dr. 
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Ventilation. — Health and Comfort in House Build- 

ing; or, VentUation with Warm Air by Self-acting Suction Power. 
With Review of the Mode of Calculating the Draught in Hot-air Flues, 
and with some Actual Experiments by J. Drysdale, M.D., and J. W. 
Hayward, M.D. With plates and woodcuts. Third edition, with some 
New Sections, and the whole carefully revised, 8vo, cloth, *js» 6d, 

Warming and Ventilating. — A Practical 

Treatise upon Warming Buildings by Hot Water^ and upon Heat and 
Heating Appliances in general ; with an inquiry respecting Ventilation, 
the cause and action of Draughts in Chimneys and Flues, and the laws 
relating to Combustion. By Charles Hood, F,R.S., F.R.A.S., &c. 
Re-written by Frederick Dye. 8vo, cloth, 15J. 

Watchwork. — Treatise on Watckwork, Past and 

Present, By the Rev. H. L. Nelthropp, M.A., F.S.A. With 32 
illustrations^ crown 8vo, cloth, ds, 6d, 

CONTENTS : 

Definitions of Words and Terms used in Watchwork~Tool8— Time— Historical Sum- 
mary— On Calculations of the Numbers for Wheels and Pinions ; their Proportional Sizes, 
Trams, etc.— Of Dial Wheels, or Motion Work— Length of Time of Going without Winding 
up— The Verge— The Horizontal— The Duplex— The Lever— The Chronometer— Repeating 
Watches— Keyless Watches — ^The Pendulum, or Spiral Spring— Compensation — ^Jewelling of 
Pivot Holes— Clerkenwell— Fallacies of the Trade — Incapacity of Workmen— How to Choose 
and Use a Watch, etc. 

Waterworks. — The Principles of Waterworks 

Engineering, By J. H. TuDSBERY TURNER, B.Sc, Hunter Medallist 
of Glasgow University, M. Inst. C.E., and A. W. Brightmore, M.Sc, 
Assoc. M. Inst. C.E. With illustrations, medium 8vo, cloth, 2$s, 

Well Sinking. — TVell Sinking. The modern prac- 
tice of Sinking and Boring Wells, with geological considerations and 
examples of Wells. By Ernest Spon, Assoc. Mem. Inst C.E. 
Second edition, revised and enlarged. Crown 8vo, doth, lox. 6d, 

Wiring. — Incandescent Wiring Hand-Book. By 

F. B. Badt, late 1st Lieut. Royal Prussian Artillery. With 41 iUustra" 
tions and 5 tables* l8mo, cloth, 41. 6^/. 

Wood-working Factories.— (9;^ the Arrange- 
ment, Care, and Operation of Wood-working Factories and Machinery, 
fomung a complete Operator's Handbook. By J. Richard, Mechanical 
Engineer. Second edition, revised, woodcuts, crown 8vo, cloth, 5j. 
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CIVIL, MECHANICAL, MILITARY, & NAVAL, 

WITH 

Teohnioal Teims in Frenoh, Oerman, Italian, and Spanish. 



In 97 numbers, Super-royal 8vo, containing 3132 printed pages and 7414 
engravings. Any number can be had separate : Nos. i to 95 ix. each, 
post free ; Nos. 96, 97, 2J., post free. 



Complete List of all the Subjects : 



Abacus 

Adhesion . . 

Agricultuial Engines 

Air-Chamber 

Air- Pump .. 

Algebraic Signs .. 

AUoy 

Aluminium 

Amalgamating Machine 

Ambulance 

Anchors .. 

Anemometer 

Angular Motion . . 

Angle-iron.. 

Angle of Friction . . 

Animal Charcoal Machine 

Antimony, 4; Anvil 

Aqueduct, 4 ; Arch 

Archimedean Screw 

Arming Press 

Armour, 5 ; Arsenic 

Artesian Well 

Artillery, 5 and 6 ; Assaying 

Atomic Weights .. 

Auger, 7 ; Axles . . 

Baknce, 7 ; Ballast 

Bank Note Machinery 

Bam Machinery .. 

Barker's Mill 

Barometer, 8 ; Barracks 



Nos. 
I 
I 
and 2 
2 
2 
2 
2 
2 
2 
2 
2 

and 3 
and 4 
.. 3 
.. 3 
.. 4 
.. 4 
.. 4 
.. 4 
and 5 

.. 5 

:: I 

and 7 
.. 7 
.. 7 
.. 7 
and 8 
.. 8 
.. 8 





Nos. 


Barrage 


8 and 9 


Battery 


.. 9 and 10 


Bell and Bell-hanging 


.. 10 


Belts and Belting.. 


.. 10 and II 


Bismuth .. 


.. II 


Blast Furnace 


.. II and 12 


Blowing Machine 


..12 


Body Plan.. 


.. 12 and 13 


Boilers 


• I3» I4» 15 


Bond 


.. 15 and 16 


Bone Mill.. 


.. 16 


Boot-making Machinery 


.. 16 


Boring and Blasting 


16 to 19 


Brake 


.. 19 and 20 


Bread Machine . . 


.. 20 


Brewing Apparatus 


.. 20 and 21 


Brick-making Machines 


.. 21 


Bridges 


. . 21 to 28 


Buffer 


.. 28 


Cables .. 


. . 28 and 29 


Cam, 29 ; Canal . . 


.. 29 


Candles .. 


. 29 and 30 


Cement, 30 ; Chimney 


.. -^o 


Coal Cutting and Washing Ma- ' 


chinery .. 


.. 31 


Coast Defence 


3^ 32 


Compasses.. 


.. 32 


Construction 


.. 32 and 33 


Cooler, 34 ; Copper 


•• 34 


Cork-cutting Machine 


.. 34 
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Nos. 


Corrosion .. 


.. 34 and 35 


Cotton Machinery 


.. 35 


Damming .. •• 
Details of Engines 


.. 35^037 


.. 37, 38 


Displacement 


.. 38 


Distilling Apparatus 


.. 38 and 39 



Diving and Diving Bells .. 39 

Docks .. .. ..39 and 40 

Drainage . . . . 40 and 41 

Drawbridge .. .. ..41 

Dredging Machine .. ..41 

Dynamometer . . . . 41 to 43 

Electro-Metallurgy .. 43^ 44 

Engines, Varieties .. 44* 45 

Engines, Agricultural .. i and 2 
Engines, Marine .. .. 74* 75 

Engines, Screw .. .. 89, 90 

Engines, Stationary .. 9I} 92 
Escapement .. .. 45* 46 

Fan 46 

File-cutting Machine .. ..46 

Fire-arms ,. .. .. 46, 47 

Flax Machinery . . . . 47, 48 

Float Water-wheels .. ..48 

Forging ., ,. .. .. 48 

Founding and Casting . . 48 to 50 
Friction, 50 ; Friction, Angle of 3 
Fuel, 50; Furnace .. 50, 51 

Fuze, 51 ; Gas 51 

Gearing 51, 52 

Gearing Belt .. .. 10, 1 1 
Geodesy ., .., ..52 and 53 
Glass Machinery .. .. -.53 
Gold, S3, 54; Governor.. .. 54 
Gravity, 54 ; Grindstone . . 54 
Gun-carriage, 54; Gun Metal .. 54 
Gunnery , . . . 54 to 56 
Gunpowder ,. ..56 
Gun Machinery .. .. 56,57 
Hand Tools . .. 57, 58 
Hanger, 58; Harbour .. ..58 
Haulage, 58, 59; Hinging .. 59 
Hydraulics and Hydraulic Ma- 
chinery 591063 

Ice-making Machine .. ..63 

India-rubber .. .. ..63 

Indicator . . . . . . 63 and 64 

Injector .. .. .. ..64 

Iron .. .. .. 64 to 67 

Iron Ship Building ,, ..67 

Irrigation 67 and 68 



Nos. 
Isomorphism, 68 ; Joints .. 68 

Keels and Coal Shipping 68 and 69 
Kiln, 69 ; Knitting Machine .. 69 
Kyanising .. .... .. 69 

Lamp, Safety .. .. 69, 70 

Lead 70 

Lifts, Hoists .. .. 70, 71 

Lights, Buoys, Beacons ..71 and 72 
Limes, Mortars, and Cements .. 72 
Locks and Lock Gates .. 72, 73 
Locomotive .. .. -.73 

Machine Tools .. .. 73,74 

Manganese .. .. ••74 

Marine Engine . . . . 74 and 75 

Materials of Construction 75 and 76 
Measuring and Folding . . . . 76 

Mechanical Movements . . 76, 77 
Mercury, 77 ; Metallurgy .. 77 

Meter 77, 78 

Metric System 78 

Mills 78, 79 

Molecule, 79 ; Oblique Arch , . 79 
Ores, 79,80; Ovens .. ..80 

Over-shot Water-wheel .. 80,81 
Paper Machinery . . .. ..81 

Permanent Way .. .. 8 1, 82 

Piles and Pile-driving . . 82 and 83 

Pipes 83,84 

Planimeter .. .. ..84 

Pumps 84 and 85 

Quarrying ., .. .. •.85 

Railway Engineering . . 85 and 86 

Retaining Walls 86 

Rivers, 86, 87 ; Riveted Joint .. 87 

Roads 87, 88 

Roofs 88, 89 

Rope-making Machinery .. 89 

Scaffolding .. .. ..89 

Screw Engines •. .. 89,90 
Signals, 90; Silver .. 90, 91 
Stationary Engine .. 9i» 92 
Stave-making & Cask Machinery 92 
Steel, 92 ; Sugar Mill .. 92, 93 
Surveying and Surveying Instru- 
ments 93» 94 

Telegraphy .. .. 94, 95 
Testing, 95 ; Turbine .. ••95 

Ventilation .. 95, 96, 97 

Waterworks .. .. 96, 97 
Wood- working Machinery 96, 97 
Zinc 96, 97 
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In super-royal Svo^ zx68 pp., with •400 illusiruiions, in 3 Divisions, doth, price zjf. Cd, 
each ; or x vol., cloth, s/. ; or half-morocco, 9/. 8«. 

A SUPPLEMENT 

TO 

SPONS' DICTIONARY OF ENGINEERING. 

Edited by ERNEST SPON, Memb. Soc. Engineers. 



Abacus, Counters, Speed 
Indicators, and Slide 
Rule. 

Agricultural Implements 
and Machinery. 

Air Compressors. 

Animal Charcoal Ma- 
chinery. 

Antimony. 

Axles and Axle-boxes. 

Bam Machinery. 

Belts and Belting. 

Blasting. Boilers. 

Brakes. 

Brick Machinery. 

Bridges. 

Cages for Mines. 

Calculus, Differential and 
Integral. 

Canals. 

Carpentry. 

Cast Iron. 

Cement, Concrete, 
limes, and Mortar. 

Chimney Shafts. 

Coal Cleansing and 
Washing. 



Coal Mining. 

Coal Cutting Machines. 

Coke Ovens. Copper. 

Docks. Drainage. 

Dredging Machinery. 

Dynamo - Electric and 
Magneto-Electric Ma- 
chines. 

Dynamometers. 

Electrical Engineering, 
Telegraphy, Electric 
Lighting and its prac- 
tical details,Telephones 

Engines, Varieties of. 

Explosives. Fans. 

Founding, Moulding and 
the practical work of 
the Foundry. 

Gas, Manufacture of. 

Hammers, Steam and 
other Power. 

Heat Horse Power. 

Hydraulics. 

Hydro-geology. 

Indicators. Iron. 

Lifts, Hoists, and Eleva- 
tors. 



Lighthouses, Buoys, and 
Beacons. 

Machine Tools. 

Materials of Construc- 
tion. 

Meters. 

Ores, Machinery and 
Processes employed to 
Dress. 

Piers. 

Pile Driving. 

Pneumatic Transmis- 
sion. 

Pimips, 

Pyrometers. 

Road Locomotives. 

Rock Drills. 

Rolling Stock. 

Sanitary Engineering. 

Shafting. 

Steel. 

Steam Navvy. 

Stone Machinery. 

Tramways. 

WeU Sinking. 
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In demy 4to, handsomely bound in cloth, iUustraUd with 220 JuU page plates , 

Price 1 5 J. 



ARCHITECTURAL EXAMPLES 

IN BRICK, STONE, WOOD, AND IRON. 

A COMFUCTE WOBE ON THE DETAILS AND ABRANGEMENT 
OP BUIIiDINQ CONSTRUCTION AND DESIGN. 

By WILLIAM FULLERTON, Architect. 

Containing aao Plates, with numerous Drawings selected from the Architecture 
of Former and Present Times. 

The Details and Designs are Drawn to Scale, J", J", J", and Full siu 
being chiefly used. 



The Plates are arranged in Two Parts. The First Part contains 
Details of Work in the four principal Building materials, the following 
being a few of the subjects in this Part : — ^Various forms of Doors and 
Windows, Wood and Iron Roofs, Half Timber Work, Porches, 
Towers, Spires, Belfries, Flying Buttresses, Groining, Carving, Church 
Fittings, Constructive and Ornamental Iron Work, Classic and Gothic 
Molds and Ornament, Foliation Natural and Conventional, Stained 
Glass, Coloured Decoration, a Section to Scale of the Great Pyramid, 
Grecian and Roman Work, Continental and English Gothic, Pile 
Foundations, Chimney Shafts according to the regulations of the 
London County Council, Board Schools. The Second Part consists 
of Drawings of Plans and Elevations of Buildings, arranged under the 
following heads : — ^Workmen's Cottages and Dwellings, Cottage Resi- 
dences and Dwelling Houses, Shops, Factories, Warehouses, Schools, 
Churches and Chapels, Public Buildings, Hotels and Taverns, and 
Buildings of a general character. 

All the Plates are accompanied with particulars of the Work, with 
Explanatory Notes and Dimensions of the various parts. 
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CATALOGUE OF SCIENTIFIC BOOKS 



IVitA nearly 1500 illttsirattons, in super-royal 8vo, in 5 Divisions, cloth. 
Divisions I to 4, 1 3^. 6d, each ; Division 5, 17J. 6^. ; or 2 vols., cloth, £'^ lar. 

SPONS' ENCYCLOPAEDIA 



INDUSTRIAL ARTS, MANUFACTURES, AND COMMERCIAL 
PRODUCTS. 

Edited by C. G. WARNFORD LOCK, F.L.S. 

Among the more important of the subjects treated of, are the 
following :— 



Acids, 207 pp. 220 figs. 
Alcohol, 23 pp. 16 ngs. 
Alcoholic Liquors, 13 pp. 
Alkalies, 89 pp. 78 figs. 
Alloys. Alum. 

Asphalt Assaying. 
Beverages, 89 pp. 29 figs. 
Blacks. 

Bleaching Powder, 15 pp. 
Bleaching, 51 pp. 48 figs. 
Candles, 18 pp. 9 figs. 
Carbon Bisulphide. 
Celluloid, 9 pp. 
Cements. Clay. 
Coal-tar Products, 44 pp. 

14 figs. 
Cocoa, 8 pp. 
Coffee, 32 pp. 13 figs. 
Cork, 8 pp. 17 figs. 
Cotton Manufactures, 62 

pp. 57 figs. 
Drugs, 38 pp. 
Dyeing and Calico 

Printing, 28 pp. 9 figs. 
Dyestuflfs, 16 pp. 
Electro-Metallurgy, 13 

pp. 
Explosives, 22 pp. 33 figs. 
Feathers. 
Fibrous Substances, 92 

pp. 79 figs. 
Floor-cloth, 16 pp. 21 

figs. 
Food Preservation, 8 pp. 
Fruit, 8 pp. 



Fur, S pp. 

Gas, Coal, 8 pp. 

Gems. 

Glass, 45 pp. 77 figs. 

Graphite, 7 pp. 

Hair, 7 pp. 

Hair Manufactures. 

Hats, 26 pp. 26 figs. 

Honey. Hops, 

Horn. 

Ice, 10 pp. 14 figs. 

Indiarubber Manufac- 
tures, 23 pp. 17 figs. 

Ink, 17 pp. 

Ivory. 

Jute Manufactures, ii 
pp., II figs. 

Knitted Fabrics — 
Hosiery, 15 pp. 13 figs. 

Lace, 13 pp. 9 figs. 

Leather, 28 pp. 31 figs. 

Linen Manufactures, 16 
pp. 6 figs. 

Manures, 21 pp. 30 figs. 

Matches, 1 7 pp. 38 figs. 

Mordants, 13 pp. 

Narcotics, 47 pp. 

Nuts, 10 pp. 

Oils and Fatty Sub- 
stances, 125 pp. 

Paint. 

Paper, 26 pp. 23 figs. 

Paraffin, 8 pp. 6 figs. 

Pearl and Coral, 8 pp. 

Perfumes, 10 pp. 



Photography, 13 pp. 20 

figs. 
Pigments, 9 pp. 6 figs. 
Pottery, 46 pp. 57 figs. 
Printing and Engraving, 

20 pp. 8 figs. 
Rags. 
Resinous and Gummy 

Substances, 75 pp. 16 

figs. 
Rope, 16 pp. 17 figs. 
Salt, 31 pp. 23 figs. 
Silk, 8 pp. 
Silk Manufactures, 9 pp. 

II figs. 
Skins, 5 pp. 
Small Wares, 4 pp. 
Soap and Glycerine, 39 

pp. 45 figs. 
Spices, 16 pp. 



Sponge, 5 pp. 
Starch, 9 pp. 



10 figs. 
PP- 134 



Sugar, 

ngs. 
Sulphur. 
Tannin, 18 pp. 
Tea, 12 pp. 
Timber, 13 pp. 
Varnish, 15 pp. 
Vinegar, 5 pp. 
Wax, S pp. 
Wool, 2 pp. 
Woollen Manufactures, 

58 pp. 39 figs. 
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JUST PUBLISHED, SECOND EDITION. 
^ Crown 8vo, cloth, with illustrations, 5^. 

WORKSHOP RECEIPTS. 

FIRST SERIES. 



Bookbinding. 

Bronzes and Bronzing. 

Candles. 

Cement. 

Cleaning. 

Colourwashing. 

Concretes. 

Dipping Acids. 

Drawing Office Details. 

Drying Oils. 

D3aiamite. 

Electro - Metallurgy — 
(Cleaning, Dipping, 
Scratch-brushing, Bat- 
teries, Baths, and 
Deposits of every 
description). 

Enamels. 

Engraving on Wood, 
Copper, Gold, Silver, 
Steel, and Stone. 

Etching and Aqua Tint 

Firework Making — 
(Rockets, Stars, RainS, 
Geibes, Jets, Tour- 
billons, Candles, Fires, 
Lances,Lights, Wheels, 
Fire-balloons, and 
minor Fireworks). 

Fluxes. 

Foundry Mixtures. 



Synopsis of Contents, 

I Freezing. 
I Fulminates. 

Furniture Creams, Oils, 
Polishes, Lacquers, 
and Pastes. 

Gilding. 

Glass Cutting, Cleaning, 
Frosting, Drilling, 
Darkening, Bending, 
Staining, and Paint- 
ing. 

Glass Making. 

Glues. 

Gold. 

Graining. 

Gums. 

Gun Cotton. 

Gunpowder. 

Horn Working. 

Indiarubber. 

Japans, Japanning, and 
kindred processes. 

Lacquers. 

Latlung. 

Lubricants. 

Marble Working. 

Matches. 

Mortars. 

Nitro-Glycerine. 

Oils. 



Paper. 

Paper Hanging. 

Painting in Oils, in Water 
Colours, as well as 
Fresco, House, Trans- 
parency, Sign, and 
Carriage Painting. 

Photography. 

Plastering. 

Polishes. 

Pottery — (Clays, Bodies, 
Glazes, Colours, Oils, 
Stains, Fluxes, Ena- 
mels, and Lustres). 

Scouring. 

Silvering. 

Soap. 

Solders. 

Tanning. 

Taxidermy. 

Tempering Metals. 

Treating Horn, Mother- 
o'-pearl, and like sub- 
stances. 

Varnishes, Manufacture 
and Use of. 

Veneering. 

Washing. 

Waterproofing. 

Welding. 



Besides Receipts relating to tlie lesser Technological matters and processes, 
such as the manufacture and use of Stencil Plates, Blackii^, Crayons, Paste, 
Putty, Wax, Size, Alloys, Catgut, Tunbridge Ware, Picture Frame and 
Architectural MoiUdings, Compos, Cameos, and others too numerous to 
mention. 
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Crown 8yo, cloth, 485 pages, with illustrations, 5x. 

WORKSHOP RECEIPTS. 

SECOND SERIES. 

Synopsis of Contents, 



Addimetry and Alkali- 
metry. 
Albumen. 
Alcohol. 
Alkaloids. 
Baking-powders. 
Bitters. 
Bleaching. 
Boiler Incrustations. 
Cements and Lutes. 
Cleansing. 
Confectionery. 
Copying. 



Disinfectants. 

Dyeing, Staining, and 

Colouring. 
Essences. 
Extracts. 
Fireproofing. 
Gelatine, Glue, and Size. 
Glycerine. 
Gut 

Hydrogen peroxide. 
Ink. 
Iodine. 



Iodoform. 

Isinglass. 

Ivory substitutes. 

Leather. 

Luminous bodies. 

Magnesia. 

Matches. 

Paper. 

Parchment. 

Perchloric acid. 

Potassium oxalate. 

Preserving. 



Figments, Faint, and Fainting : embracing the preparation of 
Pigments^ including alumina lakes, blacks (animal, bone, Frankfort, ivory, 
lamp, sight, soot), blues (antimony, Antwerp, cobalt, caeruleum, £g3rptian, 
manganate, Paris, P^ligot, Prussian, smalt, ultramarine), browns (bistre, 
hinau, sepia, sieima, umber, Vandyke), greens (baryta, Brighton, Brunswick, 
chrome, cobalt, Douglas, emerald, mai^ganese, mitis, mountain, Prussian, 
sap, Scheele's, Schweinfurth, titanium, verdigris, zinc), reds (Brazilwood lake, 
carminated lake, carmine, Cassius purple, cobalt pink, cochineal lake, colco- 
thar, Indian red, madder Idee, red chalk, red lead, vermilion), whites (alum, 
baryta, Chinese, lead sulphate, white lead — by American, Dutch, French, 
German, Kremnitz, and Pattinson processes, precautions in making, and 
composition of commercial samples — whiting, Wilkinson's white, zinc white), 
yellows (chrome, gamboge, Naples, orpiment, realgar, yellow lakes) ; Paint 
(vehicles, testing oils, miers, grinding, storing, applying, priming, drying, 
filling, coats, brushes, surface, water-colours, removmg smeU, discoloration ; 
miscellaneous paints — cement paint for carton-pierre, copper paint, gold paint, 
iron paint, lime paints, silicated paints, steatite paint, transparent paints, 
tungsten paints, window paint, zinc paints) ; Painting (general instructions, 
proportions of ingredients, measuring paint work ; carriage painting — ^priming 
paint, best putty, finishing colour, cause of cracldng, mixing the paints, oils, 
driers, and colours, varnishing, importance of washing vehicles, re-vamishing, 
how to dry paint ; woodwork painting). 
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PUBLISHED BY K & F. N. SPON. 



Crown 8yo, doth, 4S0 pages, with 183 illustrations, 5/. 



WORKSHOP RECEIPTS. 



THIRD SERIES. 



Uniform with the First and Second Series. 



Synopsis of Contents. 



Alloys. 


Iridium. 


Rubidium. 


Aluminium. 


Iron and SteeL 


Ruthenium. 


Antimony. 


Lacquers and Lacquering. 


Selenium. 


Barium. 


Lanthanum. 


Silver. 


Beryllium. 


Lead. 


Slag. 


Bismuth. 


Lithium. 


Sodium. 


Cadmium. 


Lubricants. 


Strontium. 


Caesium. 


Magnesium. 


Tantalum. 


Caldum. 


Manganese. 


Terbium. 


Cerium. 




Thallium. 


Chromium. 


Mica. 


Thorium. 


Cobalt 


Molybdenum 


Tin. 


Copper. 


NidceL 


Titanium. 


Didymium. 


Niobium. 


Tungsten. 


Enamels and Glazes. 


Osmium. 


Uranium. 


Erbium. 


Palladium. 


Vanadium. 


Gallium. 


Platinum. 


Yttrium. 


Glass. 


Potassium. 


Zinc. 


Gold. 


Rhodium. 


Zirconium. 


Indium. 







EUctrics,^K\zxms, Bells, Batteries. Carbons, Coils, Dynamos, Micro- 
phones, Measuring, Phonographs, Tdephones, &c., 130 pp., 112 illustrations. 
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WORKSHOP RECEIPTS. 

FOURTH SERIES, 

DEVOTED MAINLY TO HANDICRAFTS & MECHANICAL SUBJECTS. 

860 ninitrationi, with Complete Index, and a General Index to the . 
Four Series, 6i. 



Waterproofing — rubber goods, cuprammonium processes, miscelianeous 

preparations. 
Packing and Storing articles of delicate odour or colour, of a deliquescent 

character, liable to ignition, apt to suffer from insects or damp, or easily 

broken. 
Embalming and Preserving anatomical specimens. 
Leather Polishes: 
Cooling Air and Water, producing low temperatures, making ice, cooling 

syrups and solutions, and separating salts from liquors by refrigeration. 

Pumps and Siphons, embracing every useful contrivance for raising and 

supplying water on a moderate scale, and moving corrosive, tenacious, 

and" other liquids. 
Desiccating — ^air- and water-ovens, and other appliances for drying natural 

and artificial products. 
Distilling — ^water, tinctures, extracts, pharmaceutical preparations, essences, 

perfumes, and alcoholic liquids. 

Emulsifying as required by pharmacists and photographers. 

Evaporating — saline and other solutions, and liquids demanding special 
precautions. 

Filtering — ^water, and solutions of various kinds. 

Percolating and Macerating. 

Electrotyping. 

Stereot}rping by both plaster and paper processes. 

Bookbinding in all its details. 

Straw Plaiting and the fieibrication of baskets, matting, etc. 

Musical Instruments — the preservation, tuning, and r^>air of pianos, 
harmoniums, musical boxes, etc. 

Clock and Watch Mending— adapted for intelligent amateurs. 

Photography — ^recent development in rapid processes, handy apparatus, 
numerous recipes for sensitizing and developing solutions, and applica- 
tions to modem illustrative purposes. 
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Crown 8vo, cloth, with 373 illustrations, price $s» 

WORKSHOP RECEIPTS. 

FIFTH SERIES. 



Containing many new Articles, as well as additions to Articles included in 
the previous Series, as follows, viz. : — 



Anemometers. 

Barometers, How to make. 

Boat Building. 

Camera Lucida, How to use. 

Cements and Lutes. 

Cooling. 

Copying. 

Corrosion and Protection of Metal 
Surfaces. 

Dendrometer, How to use. 

Desiccating. 

Diamond Cutting and Polishing. Elec- 
trics. New Chemical Batteries, Bells, 
Commutators, Galvanometers, Cost 
of Electric Lighting, Microphones, 
Simple Motors, Phonogram and 
Graphophone, Registering Appa- 
ratus, Regulators, Electric Welding 
and Apparatus, Transformers. 

Evaporating. 

Explosives. 

Filtering. 

Fireproofing, Buildings, Textile Fa- 
brics. 

Fire-extinguishing Compounds and 
Apparatus. 

Glass Manipulating. Drilling, Cut- 
ting, Breaking, Etching, Frosting, 
Powdering, Slc 



Glass Manipulations for Laboratory 

Apparatus. 
Labels. Lacquers. 
Illuminating Agents. 
Inks. Writing, Copying, Invisible, 

Marking, Stamping. 
Magic Lanterns, their management 

and preparation of slides. 
Metal Work. Casting Ornamental 

Metal Work, Copper Welding, 

Enamels for Iron and other Metals, 

Gold Beating, Smiths* Work. 
Modelling and Plaster Casting. 
Netting. 

Packing and Storing. Acids, &c. 
Percolation. 
Preserving Books. 
Preserving Food, Plants, &c. 
Pumps and Syphons for various 

liquids. 
Repairing Books. 
Rope Tackle. 
Stereotyping. 
Taps, Various. 
Tobacco Pipe Manufacture. 
Tying and Splicing Ropes, 
Velocipedes, Repairing. 
Walking Sticks. 
Waterproofing, 



Digitized by VjOOQ IC 



32 CATALOGUE OF SCIENTIFIC BOOKS. 

In demy 8vo, cloth, 600 pages and 1420 illustrations, 6s. 

SPONS' 
MECHANICS' OWN BOOK ; 

A MANUAL FOR HANDICRAFTSMEN AND AMATEURS. 

Contents. 

Mechanical Drawing— Casting and Founding in Iron, Brass, Bronze, 
and other Alloys — Forging and Finishing Iron — Sheetmetal Workinj. 
— ^Soldering, Brazing, and Burning — Carpentry and' Joinery, embracin 
descriptions of some 400 Woods, over 200 Illustrations of Tools and 
their uses. Explanations (with Diagrams) of 1 16 joints and hinges, and 
Details of Construction of Workshop appliances, rough furniture. 
Garden and Yard Erections, and House Building — Cabinet-Making 
and Veneering — Carving and Fretcutting — Upholstery — Painting, 
Graining, and Marbling — Staining Furniture, Woods, Floors, and 
Fittings — Gilding, dead and bright, on various grounds — Polishing 
Marble, Metals, and Wood — ^Varnishing— -Mechanical movements, 
illustrating contrivances for transmitting motion — ^Turning in Wood 
and Metals — Masonry, embracing Stonework, Brickwork, Terracotta 
and Concrete — Roofing with Thatch, Tiles, Slates, Felt, Zinc, &c.— 
Glazing with and without putty, and lead glazing — Plastering and 
Whitewashing — Paper-hanging— Gas-fitting — Bell-hanging, ordinary 
and electric Systems — Lighting — Warming — Ventilating — Roads, 
Pavements, and Bridges — Hedges, Ditches, and Drains — Water 
Supply and Sanitation— Hints on House Construction suited to new 
coimtries. 

E. & F. N. SFON, 126 Strand, London. 

New York : 12 Cortlandt Street. 



LONDON : PSINTBD BY WILUAM CI ^WHS AND S ONS, UMITBD, STAMFORD STRBBT 
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